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PREFACE. 



Although France and other nations have taken active steps 
to give official sanction to the best known means of protection 
from the ill effects of atmospheric electricity, nothing in this 
way has ever been done in England for the public generally. 

The enquiries by householders and public bodies for advice 
and instruction were so numerous, the absence of authorized 
or well-matured directions was so marked, the practice in vogue 
so varied and anomalous, that it occurred to the Meteorological 
Society to take some action in the matter. 

Accordingly, at a Meeting of the Council of the Meteoro- 
logical Society, held on 15th of May, 1878, it was resolved — 

^That the House Committee be instructed to address the 
following Societies : — 

The Royal Institute of Bbitish Aeohiteots, 

The Physical Society, 

The Society or Telegraph Engineers, 

asking them to name delegates to co-operate in con- 
sidering the desirability or otherwise of issuing a code 
of rules for the erection of lightning conductors, and 
to proceed in preparing a code if it is thought desirable.' 

In accordance with this resolution the following letter was 
addressed to the Secretaries of the above Societies : — 

The METEOBOLoaiOAii SooiETr, 

30, Great G-eorge Street, Westminster, 

June 14, 1878. 
Sir, 

The Council of the Meteorological Society have had under 
their consideration for some time the possibility of formulating the 
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existing knowledge on the subject of the protection of property from 
damage by electricity, and the advisability of preparing and issuing a 
general code of rules for the erection of lightning conductors. 

They are of opinion that this would best be done by a joint com- 
mittee of representative members of those Societies before which such 
subjects most naturally come ; and they have, therefore, decided upon 
inviting the co-operation of your Society by the nomination of one or 
more delegates to join a Committee by whom the whole question 
should be considered, and to whom also any written communications 
would be submitted. 

The Council trust that your Society may be represented by delegates ; 
but if that course be impossible, they invite any written suggestions 
which you may have to offer. 

A meeting of the delegates will be called for an early date after 
the receipt from the Societies consulted, of the names of the gentle- 
men nominated by each. 

"We are. Sir, 

Your obedient servants, 

G. J. Stmons, ) tt o ^ ' 
John W. Tei^b, } ^^' ^ecretartes. 

In reply to this circular all the societies invited nominated 
delegates, and the Conference was constituted as follows : — 

C. Brooke^ F.B.S., Past President. 

E. E. Dtmond, F.M.S. 

G. J. Symons, F.R.S., Secretary. 



Meteorological Society. 



Boyallnstituteof British 
Architects. 



Society of Telegraph 
Engineers and of ' 
Electricians. 



Peof. Lewis, F.S. A. 
J. Whiohcord, F.S.A., Vice Pre- 
sident. 

^ Latimeb Clark, M. Inst. C.E., 
Past President. 
W. H. Preeoe, F.R.S., M. Inst. 
C.E., Vice President. 



{ Prof. W. G. Adams. F.R.S., 

Physical Society. Pn^t'^GT Carey Foster, F.R.S., 

I Past President. 

The steps taken by the delegates will be best explained by a 
short narrative chiefly formed of exfoacts from the minute book 
of the Conference. 
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The first meeting was held at the rooms of the Meteorological 
Society, on Novenxber 14th, 1878, when all the delegates were 
present. Mr. 0. Brooke, F.R.S., was appointed Presidmb of 
the Conference, and Mr. G. J. Symons^ F.R.S., Secretary. 

Professor W. £• Ayrton was elected a member. 

A circular, which will be found in Appendix A, was drafted for 
issue to manufacturers of lightning conductors. This was sent 
to sixty-five firms, but only eight replied, and their answers are 
printed verbatim in the same Appendix. An analysis of the 
replies forms Appendix B. Appendix is a reply received 
too late for insertion in Appendix A, and after Mr. Preece had 
compiled Appendix B. Another reply from an American firm 
will be found in Appendix I, p. (192), making ten in all. 

At a subsequent meeting, the delegates from the Boyal In- 
stitute of British Architects were requested to ask the Council 
of that body to issue a circular to their members inviting 
them to furnish information respecting buildings injured by 
lightning. This circular, together with abstracts of the replies, 
and a brief Introductory Summary, by Messrs. Lewis and 
Whichcord, will be found in Appendix D. 

Mr. Symons submitted to the meeting a mass of statistics 
respecting accidents by lightning which he had collected in the 
years 1857-59 ; they were referred to Professor Ayrton, and his 
note upon them constitutes Appendix E. 

At the meeting on August 5th, 1879, the Secretary an- 
nounced the death of the President of the Conference, Mr. C. 
Brooke, F.B.S., a vote of condolence was passed unanimously, 
and ordered to be forwarded to Mrs. Brooke. The Conference 
then proceeded to elect a new Chairman, and it was unanimously 
resolved that Professor W. G. Adams, F.B.S., be requested to 
accept the o£Sce. 

The following circular was approved and ordered to be for- 
warded to a large number of the most important newspapers 
and periodicals throughout the United Kingdom. 



vni PREFACE. 

MGHTNINa CONDXJCTOES. 
To the Editor of , 

Sib,— 

In the summer of 1878 delegates were nominated bj the fol- 
lowing Societies, viz., the Boyal Institute of British Architects, the 
Society of Telegraph Engineers, the Physical Society, and the 
Meteorological Society, for the following purpose : — 

'*To consider the possibility of fonnulating the existing knowledge on 
the subject of the protection of property from damage by electricity, 
and the adyisability of preparing and issuing a general code of rules 
for the erection of Lightning Conductors/' 

The delegates have held several meeting, and have already collected, 
firstly, from the manufacturers of Lightning Ck)nductors, and secondly, 
from the Members of the Boyal Institute of British Architects, a large 
amount of thoroughly practical information. Several of their number 
are also engaged in forming abstracts of the salient features of the 
literature of the subject. 

The Members of the Conference are, however, most anxious that 
their Beport should be as trustworthy and as exhaustive as possible, 
and they have, therefore, instructed me to ask you to assist them by 
publishing this epitome of their proceedings, and allowing them to in- 
vite correspondence upon the points mentioned below. 

I am. Sir, 

Tour obedient servant, 

a. J. STMONS, r.E.s., 

Secretary to the Conference, 
Lightnu^g Bon Conhsbencii, 

80, Gbeat GsoBaE Stbbet, S.W. 



Class of Facts host Beqttibed. 

Full details of accidents by lightning, stating especially whether the 
building struck had a conductor or not. If there was a conductor, state 
it« dimensions — construction — mode of attachment to building — 
whether its top was pointed — distance of its upper terminal from the 
place struck — nature and extent of the connection between the con- 
ductor and the earth, and whether the earth was dry or moist — 
whether the conductor was itself injured — and whether the conductor 
or the point struck was the most salient object in the vicinity. In- 
formation is also desired, either verbally or by sketches, as to the 
position of metal spouting and lead roofing rdbitively to the point 
struck, and to the conductor. 

Details of the thickest piece of metal melted by a fiash of lightning 
are much needed. 

Unimpeachable evidence of the failure of conductors is much 
desired, as such failures would be extremely instructive. 
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The replies were by no means as numerous as was expected : 
the most important will be found in Appendix I. 

At the meeting, October 27th, 1879, it was resolved ^'That 
the members of the Conference will undertake to prepare ab- 
stracts of the principal English and Foreign books upon Light- 
ning Conductors/' This work became extremely heavy, and 
occupied much time, as will be seen from Appendix F, which 
contains abstracts of sixty separate treatises, of which 26 are 
from English, 17 from French, 6 from Belgian, 5 from American, 
and 5 from German authors, and one is from the Norwegian. 

In order to guard against omitting important works, it was 
resolved "That application be made to the Society of Tele- 
graph Engineers for advance sheets of the Ronalds Catalogue." 
From it, supplemented by Mr. Latimer Clark's and other 
lists, the Secretary compiled Appendix G., which contains the 
full titles of no fewer than 704 separate works upon lightning 
conductors, or on subjects intimately connected therewith. 

At the same meeting it was resolved that efforts be made to 
obtain a set of the official instructions issued in all foreign 
countries. The circular issued, and an abstract of the infor- 
mation collected, including replies from America, Belgium, 
Denmark, Germany, Holland, India, Italy, and Norway, will 
be found in Appendix H. Full details respecting the practice 
in France will be found in Appendices F, K, and L, and a notice 
of Zenger's Austrian system, on p. (104). 

At the meeting, Nov. 20th, 1879, the Secretary was unani- 
mously requested to act as Editor of the Report. 

At the meeting, Jan. 22nd, 1880, a letter was received from 
Mr. B. H. Scott, F.B.S., Secretary to the Meteorological Council^ 
enclosing a report respecting the injury to the " Southern 
Queen," it was resolved, '* That some of the delegates visit the 
ship." The report and a note of the results of the visit will be 
found in Appendix I page (205). 

At the meeting, April 15th, 1880, Prof. D. E. Hughes was 
unanimously elected member of the Conference. 
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At the meeting, July 6th, 1880, the Secretary handed in a sketch 
of a house with various parts of the lightning conductor marked 
upon ii;, and obtained from the delegates definite names for each 
portion, in order that in framing the report there might be no 
uncertainty as to what was meant by any special term^ great con- 
fusion in this respect having previously existed. 

The terms adopted have been : Conductor. — ^The whole ar- 
rangement for the protection of a building. Point. — The upper 
termination of the conductor, whether blunt or sharp, single or 
bifurcated. Upper ^ermiTuiZ.— That portion of the conductor 
which is between the top of the edifice and the point. Joint. — 
Any connection between any two parts of the conductor. Rod. — 
The main portion of the conductor, whether it consist of rope, . 
tape, tube or solid rod. Circuit des Faitea. — ^A rod running 
round the eaves of a house, the battlements of a tower, &c. 
Earth plate, — ^The termination of the conductor in the ground, 
the pattern being indicated by special terms. 

The accompanying lithograph will, it is hoped, supply all 
additional necessary particulars. 

It is desirable to state that the illustrations in this Beport have 
been prepared by Mr. E. White Wallis, F.M.S., so as to bring 
out the various features distinctly, and as nearly as possible in 
true proportion, but without any attempt at artistic finish. 

The meetings during the latter part of 1880, and the early 
part of 1881, were devoted chiefly to the discussion of various 
questions as bases for the report. Much time was also occupied 
in perfecting the various appendices, and in compiling an 
exhaustive index to them. 

In May, 1881, Messrs. Preece and Symons, being in Paris, 
made careful enquiries as to the existing practice in France 
respecting lightning conductors. Their notes form Appendix K. 

At the meeting held on May 27th, 1881, the Secretary was 
instructed to draw up a draft report^ and this having been put 
in type was sent to all the delegates; carefully considered, 
revised, and amended at various subsequent meetings^ and finally 
adopted. 
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BEPORT. 



The Delegates are of opinion that it will conduce to clear- 
ness of statement if their Report be divided into three sections — 

(1) The purpose which a lightning conductor is intended to 

serve. 

(2) A statement of those features in the construction and 

erection of lightning conductors respecting which 
there has been, or is, a difference of opinion, and the 
final decision of the Conference thereupon. 

(3) Code of rules for the erection of lightning conductors. 



Section I. — The purpose which a LiglUning Conductor is in- 
tended to serve* 

A flash of lightning is the passage of an electric spark be- 
tween two bodies oppositely or unequally electrified, and be- 
tween which the difference of electric pressure or potential is 
sufficiently strong to break across the air space which separates 
them, and to produce what is known as a disruptive dis- 
charge. A flash may pass either between one cloud and an- 
other, or between a cloud and the earth. In the former case 
damage is not likely to be done, in the latter damage is or is 
not done, according to the point at or from which the lightning 
strikes. The more any object projects above the general level, 
the less is the distance between it and the cloud, and as the 
less the distance the less the resistance offered to the discharge. 
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high objects ore, eoBteria parihtUj most frequently stnick. Some 
substances, such as copper or iron, can conduct a large quantity 
of electricity with facility, and are called good conductors. 
Other substances, such as living vegetable or animal matter, 
offer much obstruction, and form only partial conductors ; while 
dry earth, stone, and wood almost entirely prevent the passage 
of electricity, and are very bad conductors — in fact, insulators. 

For instance, a man may with perfect impunity clasp a copper 
rod an inch in diameter, the bottom of which is well connected 
with moist earth, while the top of it receives a violent flash of 
lightning. But if the electricity does not find a path prepared 
for it, it will utilise such partial conductors as may be reason- 
ably near, for example — ^the heated air from a kitchen chimney, 
the soot inside, and then the metal range at the bottom ; here, 
however, stone or dry material is generally found, which will 
not conduct it, and then it dashes across the kitchen at some 
gas or water pipe, or some pump or drain leading to damp earth, 
doing serious damage on the way : or it may meet some tree 
in its course and rend it from top to bottom, and if the human 
body intervene life may be destroyed. Mechanical injury is in- 
flicted only where the conduction for the discharge is imperfect. 

A lightning conductor fulfils two functions : it facilitates the 
discharge of the electricity to the earth, so as to carry it off 
harmlessly, and it tends to prevent disruptive discharge by 
silently neutralising the conditions which determine such dis- 
charge in the neighbourhood of the conductor. 

To effect the first object a lightning conductor should offer 
a line of discharge more nearly perfect, and more accessible, 
than any other offered by the materials or contents of the 
edifice we wish to protect. To effect the second object the con- 
ductor should be surmounted by a point or points. Fine points 
and flames have the property of slowly and silently dissipating 
the electrical charges ; they, in fact, act as safety valves. 

If all these conditions be fulfilled; if the points be high 
enough to be the most salient features of the building no matter 
from what direction the storm cloud may come, be of ample 
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dimensions and in thoroughly perfect electrical connection with 
the earth, the edifice with all that it contains will be safe, and 
the conductor might even be surrounded by gunpowder in the 
heaviest storm without risk or danger. 

All accidents may be said to be due to a neglect of these 
simple elementary principles. The most frequent sources of 
failure are conductors deficient either in number, height, or 
conductivity, bad joints, or bad earth connections. There is no 
authentic case on record where a properly-constructed conductor 
failed to do its duty. 



Section II. — A Statement of those features in the construc- 
tion and erection of Lightning Conductors^ respecting which 
there has been, or is, a difference of opinion^ and the final 
decision of the Confei*ence thereupon. 



Points. 

Material for Conductor. 
Size of Rod. 
Shape of Rod. 
(Rods, Tubes, Tape Jlope, 
Plait.) 



Joints. 

Protection of Rod. 
Attachment to Building. 
Earth Plates. 
Space Protected. 



Height of Upper Ter- 
minal. 
Testing Conductors. 
Internal Masses of Metal. 
External Masses of Metal. 



POINTS. — Starting with the extreme top, we have first to 
deal with the question of points. The utility of points was hotly 
contested rather more than a century since, and an abstract of 
the discussion will be found in Appendix F, page (79), and 
difference of opinion still exists as to their precise functions 
and value. The decision as to the best form of points is compli- 
cated by two opposing requirements (1), the sharper the point 
the more rapid the silent discharge of electricity, and, therefore, 
the more effective the conductor ; but (2) the sharper the point 
the more easily is it destroyed by oxidation, or fused, should 
a heavy disruptive dischai'ge fall upon it. 

Attempts have been made by the use of gold, silver, and 
platinum, to obtain a sharp point which should not only be 
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durable, bat, owing to its high melting point, resist fusion by a 
'disruptive discharge. But such metals are very expensive, and 
the statements in Appendix F, pages (67, 69, 73, 103, 123, 
128, and 139) prove that even platinum points are often damaged. 
Copper points whose sectional area is less than *05 of a square 
inch are very liable to be melted. Lightning has even fused 
a copper rod *10 sq. in. in sectional area, t.«., 0*35 in. in diameter, 
and there are many rods still standing of which the extremity 
has been melted into a button or knob. 

For these reasons it seems best to separate the double 
functions of the point, prolonging the upper terminal to the 
very summit, and merely bevelling it off, so that, if a disruptive 
discharge does take place, the full conducting power of the 
rod may be ready to receive it, and, therefore, that there may 
be no risk of melted particles of metal setting fire to the build- 
ing, as has occurred. [Appendix F, p. (93).] 

At the same time, having regard to the importance of silent 
discharge from sharp points, we suggest that at one foot below 
the extreme top of the upper terminal there be firmly attached, 
by screws and solder, a copper ring, bearing three or four copper 
needles, each 6 inches long and tapering from ^ inch diameter 
to as fine a point as can be made; and with the object of 
rendering the sharpness as permanent as possible, we advise 
that they be platinized, gilded, or nickel plated. 

Vanes, finials, and ornamental ironwork so frequently form 
the upper portion of edifices, that it is essential to consider their 
relation to the conductor. They should always be in perfect 
metallic connection with the conductor. Th^ possibility of 
such metal work inducing the charge to desert the conductor 
for some other path is sometimes suggested, but it could not 
happen unless the conductor were out of order, «.gr., of inadequate 
conducting power, or had an imperfect earth-contact. 

With respect to factory chimneys, a different practice pre- 
vails in England from that which is nearly universal on the 
Continent. In this country one straight rod is usually carried 
up on one side of the chimney to a height above the top about 
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equal to the diameter of the chimney. On the Continent two 
arches of iron are pnt crosswise orer the aperture of the 
chimney, and a vertical rod is carried up from the intersection. 
In both systems the upper terminal suffers from the corroding 
effect of the fumes from the chimney. Dr. Mann thought. 
Appendix F, p. (132), that considering the ready path for light- 
ning afforded by the heated smoke discharged from chimneys, 
a coronal conductor should be placed upon them, as well as a 
multiple point. Messrs. Gray say, p. (9) : '* For high chimney 
shafts we fit a copper band round the top, and four points 
thereon connected to main down rod." The Edinburgh Gks 
Works chimney, 341 feet high and 14 feet across at the top, 
was fitted with a conductor under the advice of Faraday, 
Appendix F, p. (89). It had an iron plate on the top ; Faraday 
directed that the rod should be connected with this plate, and 
the upper terminal should rise vertically 6 feet above it. 

We are of opinion that a coronal or copper band, with stout 
copper points, each about 1 ft. long, at intervals of 2 or 3 ft. 
throughout the circumference, will make the most durable 
and generally useful protector for a factory chimney, but 
these points should be gilded or otherwise protected against 
corrosion. 

MATERIAL FOE CONDUCTOE.— Iron and copper are 
practically the only two metals which need consideration ; brass, 
which has sometimes been used is so perishable that its employ- 
ment is a self-evident error. We will assume the conductivity 
of equal lengths and weights of iron to be, in the case of steady 
currents of electricity, ^th that of copper, and the cost of iron 
to be -^ th that of copper, this would make the cost of copper 
for equal conducting power |^ths, or 50 per cent, dearer than 
iron. But there are other matters to be considered : (1) the great 
weight and bulk of iron rods ; (2) their deterioration by rust; 
f3) the serious obstruction offered by a rusty joint; (4) the sud- 
denness of lightning discharge which modifies the conductivity ; 
and lastly, that iron is so much more rigid than copper that 
(except in the form of iron wire rope, of which we shall speak 
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hereafter) it can rarely be used in greater lengths than 20 feet, 
and thus numerous joints become necessary, whereas every 
needless joint should be avoided. 

As regards galvanizing, we think it scarcely judicious to trust 
entirely to it for protection against oxidation, for many instances 
of imperfect galvanizing have come to our knowledge. 

On the other hand copper becomes brittle, not only when 
exposed to the aii*, but also by the passage through it of power- 
ful charges of atmospheric electricity. Franklin used iron, and 
it is employed in America and on the Continent much more 
generally than copper, and it is less tempting to the thief. 

Nevertheless, as the cost of erection bears a considerable ratio 
to the cost of the rod itself, and as iron possesses the disad- 
vantages above stated, we think that in all ordinary cases a 
copper rod will in the end prove the cheapest, as it will cer- 
tainly be the most durable. 

SIZE OP SOD. — This is perhaps the most difficult subject 
which has to be determined. We greatly regret the shortness of 
Table I. in Appendix K ; but we think that it must be assumed 
from it that lightning has fused a copper rod "10 in. (f;j>th) in 
area, i.€., weighing 6 ounces to the foot. We have also the 
Caterham case, Appendix I, p. (214), where a copper tube 
weighing 5J ounces per foot was heated to redness. 

The saving of cost which might be effected by using, for 
very low buildings, rather slighter rods than for ordinary edifices 
is not worth considering. In a 30 feet rod it could hardly 
amount to 10s. We therefore recommend as the minimum to 
be used : — 
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SHAPE OP ROD.— This depends upon a subject which 
until lately was warmly discussed, viz., upon the relative impor- 
tance of the sectional area, and of the superficial area of a 
conductor ; a matter which has been the subject of active dis- 
cussion among electrical authorities. Faraday and Sir W. Snow 
Harris, for example, held diametrically opposite views respecting 
it. [Appendix F, p. (89), and I, p. (195).] 

There is abundant and conclusive evidence that in the case of 
steady electric currents, conductivity depends upon sectional area 
alone, and not at all upon extent of surface, and experiments by 
Mr. Preece and Dr. Warren De la Rue tend to show that, in 
the case of sudden discharges from condensers, to which light- 
ning discharges are probably analogous, the influence of form 
is not considerable. On the other hand, there is equally con- 
clusive evidence that the facility with which currents of short 
duration pass through conductors is affected by the form and 
arrangement, as well as by the sectional area of the conductors. 
Upon the whole we agree with the opinion quoted below, from 
a writer recognized in the United States as a high authority 
on lightning conductors, who, after describing and engraving 
more than fifty patterns of rods, says*: — 

" The alleged improvements in the said conductors are, in nearly 
aU cases, worthless, or of a trifling and unimportant character. The 
fact is, the said cond actors are quite inferior, and contain no essential 
improvement upon the ordinary round iron rod used during the days 
oflWklin." 

In Europe the only forms at all generally employed are : — 
Rods (round or square) ; Tubes ; Tape ; Rapes (wire, or 
wire with hemp centres) ; Plait. 

Rods (round or square). — ^The advantages and disadvant- 
ages of rods are easily stated. The advantages are their dura- 
bility and their rigidity, the latter being of importance for long 
upper terminals. The disadvantages are the necessity for 
numerous joints, and the difficulty of avoiding serious disfigure- 
ment to the building to which they are attached. 

* 

* Spang, " A Practiciil Treatise on Lightninfif Protection," p. 121, 
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Tubes have much the same merits and demerits, with the 
additional objection that they are necessarily of larger diameter 
than solid rods, and therefore more conspicuous. They have also 
an additional disadvantage in that they are generally joined to- 
gether by screw collars. The cutting of the thread in the tube 
seriously diminishes the sectional area, and the joint so made is 
electrically defective. If tubes are used, the joints should be 
made as directed in the code of rules under the head of joints. 

Tape is a form of rod which is of comparatively recent intro- 
duction* and possesses many advantages. Foremost among 
these is the length whicli can be suppUed in a single piece. 
Where, as at the junction with an upper terminal, a joint is 
needed, it is easily made by clamping or rivetting the two sur- 
faces together and then imbedding the whole in a mass of solder. 
No kind of coupling known to us is, in our opinion, equal to this 
very simple one. Owing to the flexibility of the tape it can be 
made to follow closely the outlines of a building, or may becomiter- 
sunk in it, and paint-ed over, but, as stated further on, abrupt 
bends should be avoided, and the precautions and instruction 
set forth on page 18 should be followed. The objections to 
tape, Appendix A, pages (5) and (16) will be found to be objec- 
tions, not to tape per ae^ but to bad practice on the part of some 
persons who have fitted it up and availed themselves unduly of 
its flexibility. 

BiOpes. — For many years past rope constructed of twisted 
strands of copper or of iron wires has been largely employed for 
lightning rods. There is on record a very remarkable case of 
the complete destruction of a brass wire rope, an event which, 
if it had been repeated, might justly have been regarded as 
a serious objection to the use of ropes. This case is fully 
reported in Appendix F, pages (62-63); and from it some 
French electricians have concluded that lightning may single 
out some wires from a rope and travel along them in preference 
to the rest, even when the whole of them are hardly sufiicient 
to give it a free passage. Whatever may have been the expla- 
nation, this accident seems to be unique, and even if we 
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accept the explanation given, the only extra precaution which it 
calls for, is the soldering of each extremity of the several wires 
forming the rod, and at every joint, into a single mass. 
< We agree with M. Borrel in thinking that serious evil arises 
from using wu*e of too small diameter, which involves an 
additional number of interstices for the lodgement of dirt, smoke, 
and water, and at the same time renders the wires too thin 
effectually to resist oxidation. We have had before us rope | in. 
in diameter, composed of 49 strands of a copper wire about 
No. 19 B. W.G., say 0*04 in. in diameter. On. the contrary, one 
firm speaks of employing No. 10 B.W.G., i.e. 0'14 in. diameter, 
and in special cases Nos. 8 and even 7, which would be about 
0"17 in. and 0*19 in. diameter respectively : these would not be 
open to the objection we have raised. 

The objection to thin wires is necessarily greater with iron' 
ropes, even if galvanized, than with copper, for irrespective of 
the doubt as to the perfect galvanizing of every part, there is 
the greater brittleness, and consequent risk of damage from 
defective continuitv. 

Eopes with Hemp Centres.— One English firm sent us a 

specimen of 6-strand copper rope with a hemp core, and we 
understand that the same pattern is occasionally used both in 
iron and copper in France. We do not know the precise object 
aimed at — ^probably flexibility — but considering the perishable- 
ness of such a core, its variation in length with the hygrometric 
state of the air, and its invariability when the copper is varying 
with temperature, we cannot regard it as a wise construction. 

Plait. — This form of rod was probably designed in the 
belief that the essential element in a lightning rod was 
plenty of surface. It is made in two sizes, with copper 
wire, about No. IB B.W.G., plaited into a sort of ribbon. It 
invites oxidation as much as is possible, and is in our opinion 
neither durable nor trustworthy. The original form of this 
rod was ridiculously bad; for it consisted of 13 copper wires 
and 1 zinc one. Everv time that it became wet, feeble electric 

b2 
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action was set up, and the zinc wire was gradually destroyed, 
without the slightest benefit to anybody. 

JOINTS. — The most fruitful sources of danger in rods 
are had joinU^ not necessarily those that are mechanically 
bad, but those that are so electrically. A joint is said to be 
electrically bad when it ofiFers resistance to the passage of electri- 
city through it. There sJtould be no resistance whatever, A 
carefid inspection by Capt. Bucknill, R.E. (Appendix M, p. 243), 
has proved that bad joints in lightning rods are very abundant, 
though they appear perfectly sound; and everyone who has 
measured the electrical condition of conductors confirms this 
fact. Bad joints have the same efiFect as lengthening the con- 
ductor; and, in one case, one bad joint was found to have the 
same effect on a discharge of electricity as a conductor 1,900 
miles long. It is evident that such rods may be worse than 
useless, for other parts of the building may offer easier paths for 
the discharge to the earth. If the joint be imperfect, and the 
rod convey a charge to earth, heat will be generated at the 
joint, the rod may be fused, and the discharge be diverted 
to the building. 

Screwed, scarfed, and rivetted joints, however well they 
may be made mechanically, are certain to rust and corrode in 
time, owing to the expansions and contractions due to changes 
of temperature admitting moisture, and thus causing corrosion 
and resistance. No joint can possibly be electrically perfect that is 
^not metallically continiumsy and careful soldering, in addition to 
screwing, scarfing, or rivetting, is the only certain mode of 
securing this. Soldering is a method that has borne the test of 
experience, and its success as a means of securing perfect joints 
leaves no excuse for its omission. The fewer joints the better, 
but where there are joints they can only be made electrically 
secure by careful soldering. 

PEOTECTION OP EOD.— The lower part of copper rods 
is sometimes stolen for the sake of the metal. This can be 
guarded against by putting it inside a length of iron gas-barrel, 
extending from some distance below ground to 13 ft. above it. 
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PAINTING. — Iron conductors, even if they are galvanized, 
should be painted throughout, except at the points, which should 
be gilded or nickel-plated. 

In France and Belgium painting is resorted to to a con- 
siderable extent, and the practice was recommended by the late 
Professor Joseph Henry, and followed very largely in America. 
[Appendix F, pages (99) and (113).] 

ATTACHMENT TO BUILDINGS— The evidence against 
the use of glass or other material in order to insulate the con- 
ductor, is overwhelming, and insulation may be regarded as un- 
necessary and mischievous. The essentials are (1) that the rod 
be attached to the building by fastenings of the same metal as 
itself, (2) that the fastenings be of adequate strength, (3) that 
they be of such form as not to compress or distort the rod, 
(4) that they allow play for its expansion and contraction, (5) 
that they hold it firmly enough to prevent all the weight falling 
on any one bearing. 

Where practicable it is well to take the rod down that face 
of the house which is most exposed to rain. 

EABTH PLATES.— This portion of the lightning conduc- 
tor is of the utmost importance, but has hitherto been the 
most neglected. The majority of cases in which lightning has 
caused injury very near to or upon conductors are traceable to 
those conductors having imperfect earth terminals. We know 
of many cases in which the earth terminals have been miserably 
imperfect, or entirely neglected, when the above-ground portion 
has been perfectly satisfactory. In fact, though it may be 
admitted that the case found by Dr. Mann,* of the lightning 
rod of a church tower, the lower end of which was thrust into 
an empty glass bottle, is an exceptionally bad one ; yet there 
are sadly too many, of which the Middlesboro' case. Appendix I, 
page (217) is a perfectly fair type. 

A convenient earth connection is often afforded in towns by the 
iron mains for gas and water — arguments both for and against 

* Quarterly Joum. Met. Soc, Vol. II., p. 420. 
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the atiliflatioii of both water and gas mains will be found in the 
Appendix — ^we, therefore, need only state our opinion in favour 
of connection with both. But no connection should ever be 
made with soft metal pipes, because of the risk of their fusion ; 
and the conductor should be kept as far as possible from internal 
gas pipes on account of the risk of .lighting the gas at an imper- 
fect joint. 

As a general rule we advise the soldering of a plate of metal, 
copper to copper, iron to iron, to the lower end of the conductor. 
The earth plate should always be of the same metal as the rod, 
otherwise destructive galvanic action sets in. This plate, which 
may be flat or cylindrical, must not have less surface than 18 
square feet, t.«., 9 square feet on each face ; there is no advan* 
tage in notching or pointing it. A hole must be dug, or well 
sunk, to receive this plate, and the hole must be so deep that 
the earth surrounding the plate shall never be dry. Any avail- 
able drain or other water should be allowed to soak into the 
earth, over the site of the plate. After the hole has been dug, 
and the plate lowered into position, it should be filled with 
cinders, or coke. In extremely dry rocky localities, it is some- 
times impossible to fulfil these conditions : then the best thing 
to do is to bury three or four hundredweight of iron at the 
foot of the conductor, still using the earth plate and the coke, 
and taking especial care that the rain-water and sink pipes dis- 
charge over it. 

All drains, water-courses, in fact, everything which will assist 
in distributing the charge over a large extent of moist earth 
should be utilized by leading branches from the earth plate to 
them, or a long length of the rod may be laid in a drain if it 
be one which will be constantly wet. 

SPACE PEOTECTED.— The question as to the extent of 
the space which will probably be protected by a lightning rod 
is one which is of very great practical importance, because it 
governs the number and height of the upper terminals which 
are required for the protection of any given building. The index 
to the Appendix shows that " Protection, Area of,'* is discussed 
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upon twenty-nine pages in different parts of the Appendix. 
It has been laid down that the space protected w%s a cone, 
having the point for its apex, and a base whose radius was 
equal to twice the height of the point, while the latest French 
official instructions, Appendix F, p. (67), state that a point will 
** effectively protect a cone having the point for its apex, and a 
base whose radius is 1*75 of its height.*' The English War 
Department instructions considerably reduce this space by as- 
serting, Appendix F, p. (71), that '* no precise limit can be fixed 
to the protecting power of conductors. In England the base of 
the protected cone is usually assumed to have a radius equal 
to the height from the ground ; but though this may be suffi- 
ciently correct for practical purposes, it cannot always be relied 



upon 
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According to this rule, the church of Ste. Oroix (see Appendix 
F, p. (141)), would require four upper terminals, one on steeple, 
one on chancel, and one in the middle of each half of the transept. 

From theoretical considerations stated by Mr. Preece, Appen- 
dix F, p. (137), he arrives at the conclusion that *' A lightning 
rod protects a conic space whose height is the length of the rod, 
whose base is a circle having its radius equal to the height of the 

*' On page (96) two instances are recorded in which, if the evidence can be 
trusted, the stroke fell within a radius equal to the height, but it is only right 
to say that the facts are not very clearly recorded. 
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rod, and whose side Is the quadrant of a circle, whose radius is 
equal to the height of the rod.'' 

At present we have not sufficient data to enable us theo- 
retically to calculate the space protected by a lightning rod, 
and therefore we are compelled to draw up our rules upon the 
question entirely from experience, and here we find, that with 
the doubtful exceptions already mentioned, there is no recorded 
instance of a building being struck by lightning within a conical 
space, the radius of whose base was equal to its height, and we 
think that the adoption of this rule may reasonably be expected 
to yield that security in the future, which as far as we know, it 
has done in the past. 

HEIGHT OF UPPEE TEEMINAL.— This matter is one 
which may be left entirely to the option of individual architects 
and engineers, subject, of course, to the opinions expressed 
under the heading '* Space Protected." In France extremely long 
tige€y or upper terminals, generally 33 feet long, are used ; but it 
is obvious that they are necessarily very strong and heavy, and 
both by their weight and by the great leverage which they exert 
when there is any wind, they must produce serious vibrations in 
the roof. In England hitherto the opposite error is almost 
universal, and we seldom see a conductor carried high enough 
to protect all the building to which it is attached. The question 
of appearance comes in here, but concerning it we need only 
remark that while in England care seems generally taken to 
conceal the conductors, in France they are, to a certain extent, 
made features of the edifice. With a proper exercise of taste, 
the terminals of the lightning conductors can be made to assist 
the ornamentation of the building, as has been done in many 
cases. 

TESTING CONDUCTOES.— Periodical examination and 
careful testing of the lightning conductor are requisite to main- 
tain the system in efficient order. Points will corrode from oxi- 
dation and fusion ; joints will get loose and bad through the action 
of weather and workmen ; connections will decay both above and 
below ground; imperfections will develope themselves; altera- 
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tions will be made by landlords and tenants ; and, in spite of 
every precaution during erection, the conductor will thus lose its 
efficiency if it be not maintained in thorough order. For this 
purpose inspection should be both visual and electrical. In order 
to facilitate the electrical examination of the conductor, some 
firms have erected a double rod, connected with one upper ter- 
minal, one on each side of a chimney or shaft ; this is a very 
efficient an-angement, for it provides a means for testing from 
the ground. It has also been proposed to carry an insulated 
wire alongside or even within the rod, connected to the terminal 
at the top, and to the testing apparatus at the bottom. 

A testing apparatus has been devised by Mr. Anderson (Light- 
ning Conductors J p. 60). M. Borrell, Appendix K, p. (226), 
Captain Bucknill, R.E., Appendix M, p. (244), and Mr. Vyle, 
Appendix M, p. (244), have also introduced apparatus for the 
purpose. The system in use in Paris, Appendix K, p. (225), 
and M, p. (245), is perhaps the simplest and cheapest, and 
is effective as regards testing the efficiency of the conductor, 
but not that of the earth connection. 

The efficiency both of the conductor and of its earth ter- 
minal should be annually tested. As this testing involves 
some skill and familiarity with electrical apparatus it would 
be advantageous if some competent person were officially ap- 
pointed, either by the government or by some recognised 
authority, to perform this duty. 

INTERNAL MASSES OP METAL.-A11 large and long 
masses of metal, such as beams, girders, pipes, hot water systems, 
and large ventilators fixed in the interior of buildings, should 
be electrically connected with the earth, or with the con- 
ductor ; but the soft metal gas pipes should never be used as 
conductors. The inlet and outlet pipes of large meters should 
always be, independently of the meter, electrically connected 
with each other, for two remarkable cases of the explosion of a 
meter have occurred through the presence of a joint in the pipe 
electrically bad owing to the use of India-nibber packing. Ap- 
pendix M, p. (239). 
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EXTERNAL MASSES OF METAL. -Large constractive 
and decorative ironwork, such as guttering, flashings, railings, 
finials, vanes, &c., and all masses of metals used in building, 
should be connect'Cd to each other, and to the earth direct, or to 
the conductor. In fact, the gutters and water pipes are already 
frequently utilized as a partially protective system. The venti- 
lators of soil pipes may also be employed in this way, and even 
made sightly by the addition of aii ornamental finial fitted with 
points, but care must be taken that the joints are metallic and 
not made with red lead or putty ; and it must not be forgotten 
that the conductivity of lead is very small, so that undue re- 
liance must not be placed upon pipes made of that metal. 



Section III. — Code of Rules for the Erection of Lightning 
Conductors. 

The following Code of Bules should be carefully attended to 
in drawing out a specification for a Lightning Conductor, the 
reasons for each being given in the previous Sections and in the 
Appendix : — 

Points. — The point of the upper terminal should not be sharp, 
not sharper than a cone of which the height is equal to 
the radius of its base. But a foot lower down a copper 
ring should be screwed and soldered on to the upper ter- 
minal, in which ring should be fixed three or four sharp 
copper points, each about 6 in. long. It is desirable that 
these points be so platinized, gilded, or nickel plated as to 
resist oxidation. 

Upper Terminals. — ^The number of conductors or points to be 
specified will depend upon the size of the building, the 
material of which it is constructed, and the comparative 
height of the several parts. No general rule can be given 
for this ; but the architect must be guided by the direc- 
tions given at pp. 12 to 14-. He must, however, bear in 
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mind that eren ordinaiy chimney stacks, when exposed, 
should be protected by short terminals connected to the 
nearest rod, inasmuch as accidents often occur owing to the 
good conducting power of the heated air and soot in a 
chimney (p. 2). 

Insulators. — The rod is not to be kept from the building by 
glass or other insulators, but attached to it by metal fast- 
enings. (See p. !!•) 

Fixing. — Rods should preferentially be taken down the side of 
the building which is most exposed to rain. They should 
be held firmly, but the holdfasts should not be driven in so 
tightly as to pinch the rod, or prevent the contraction and 
expansion produced by changes of temperature. 

Factory Chimneys. — ^These should have a copper band round 
the top, and stout, sharp, copper points, each about 1 ft. long, 
at intervals of two or three feet throughout the circum- 
ference, and the rod should be connected with all bands 
and metallic masses in or near the chimney. (See p. 5.) 
Oxidation of the points must be carefully guarded against. 

Ornamental Ironwork. — ^All vanes, finials, ridge ironwork, 
&c., should be connected with the conductor, and it is 
not absolutely necessary to use any other point than that 
afforded by such ornamental ironwork, provided the con- 
nection be perfect and the mass of ironwork considerable. 
As, however, there is risk of derangement through repairs, 
it is safer to have an independent upper terminal. (See 
p. 4.) 

Material for fiod. — Copper, weighing not less than 6 oz« per 
foot run, and the conductivity of which is not less than 90 
per cent, of that of pure copper, either in the form of tape 
or rope of stout wires — ^no individual wire being less than 
No. 12 B. W. G. Iron may be used, but should not weigh 
less than 2^ lbs. per foot run. (See pp. 5 to 10.) 
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Joints. — Although electricity of high tension will jump across 
bad joints, they diminish the efficacy of the conductor; 
therefore every joint, besides being well cleaned, screwed, 
scarfed, or rivetted, should be thoroughly soldered. (See 
p. 10.) 

Protection. — Copper rods to the height of 10 feet above the 
ground should be protected from injury and theft, by 
being enclosed in an iron pipe reaching some distance into 
the ground. 

Painting. — ^Iron rods, whether galvanized or not, should be 
painted ; copper ones may be painted or not according to 
architectural requirements. 

Curvature. — The rod should not be bent abruptly round sharp 
comers. In no case should the length of the rod between 
two points be more than half as long again as the straight 
line joining them. Where a string course or other pro- 
jecting stone work will admit of it, the rod may be carried 
straight through, instead of round the projection. In such 
a case the hole- should be large enough to allow the con- 
ductor to pass freely, and allow for expansion, &c. 

Extensive Masses of Metal. — As far as practicable it is desirable 
that the conductor be connected to extensive masses of 
metal, such as hot-water pipes, &c., both internal and 
external ; but it should be kept away from all soft metal 
pipes, and from internal gas-pipes of every kind, respecting 
which see page 15. Church Bells inside well protected 
spires need not be connected. 

Earth Connection. — ^It is essential that the lower extremity of 
the conductor be buried in permanently damp soil ; hence 
proximity to rain-water pipes, and to drains, is desirable. 
It is a very good plan to make the conductor bifurcate 
close below the surface of the ground, and adopt two of 
the following methods for securing the escape of the light- 
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ning into the earth. A strip of copper tape may be led 
from the bottom of the rod to the nearest gas or water 
main — ^not merely to a lead pipe — and be soldered to it ; or 
a tape may be soldered to a sheet of copper 3 f t. x 3 ft. 
and -rgr in. thick, buried in permanently wet earth, and sur- 
rounded by cinders or coke ; or many yards of the tape may 
be laid in a trench filled with coke, taking care that the 
surfaces of copper are, as in the previous cases, not less 
than 18 square feet. Where iron is used for the rod, a 
galvanized iron plate of similar dimensions should be em- 
ployed. 

Inspection. — Before giving his final certificate, the architect 
should have the conductor satisfactorily examined and 
tested by a qualified person, as injury to it often occurs 
up to the latest period of the works from accidental causes, 
and often from the carelessness of workmen. (See p. 14.) 

Collieties. — Undoubted evidence exists of the explosion of fire- 
damp in collieries through sparks from atmospheric elec- 
tricity being led into the mine by the wire ropes of the 
shaft and the iron rails of the galleries. Hence the head- 
gear of all shafts should be protected by proper lightning 
conductors. 

(Signed) 

W. GEYLLS ADAMS. 
W. E. AYRTON. 
LATIMER CLARK. 
E. E. DYMOND. 
G. CAREY FOSTER. 
D. E. HUGHES. 
T. HAYTER LEWIS. 
W. H. PREECE. 
G. J. SYMONS. 
JOHN WHICHCORD. 

December Hih^ 1881, 
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THEIE EEPLIES THEEETO. 



Note. — There are only two points requiring mention respecting 
the following replies. First, that in order to avoid useless 
repetition of the questions, the answers are numbered, and 
the corresponding question will be found in the following 
circular. Secondly, that the replies are verbatim, as received 
from the manufacturers, except that frequent entries will be 
found in square brackets, e,g, [A 0*11 in.] These represent 
approximately the sectional area of the conductors, and are 
given to facilitate the comparison of the conducting capaci- 
ties of the very various patterns submitted to the Conference. 



CIRCULAR. 



LIGHTI^II^G- EOD COISTFEEENCE. 



30, Great George Street, Westminster, S.W. 

November lUh, 1878 . 

At the invitation of the Meteorological Society delegates have been nomi- 
nated by the following Societies : 

Royal Institute of British Architects, 

Society of Telegraph Engineers, 

Physical Society, 

Meteorological Society, 
to consider the present modes of erecting Lightning conductors, and improve- 
ments therein. 

At a largely attended meeting held this day I was instructed to forward to 
you the questions stated below, and to request you to forward with your 
replies any remarks which you may wish to lay before the Conference. 

If you desire any specimens to accompany your remarks, I shall be glad if, 
whenever possible, they do not exceed five inches in length. 

I am. 

Your obedient Servant, 

G. J. SYMONS, 
Secrdart/ to the Conference, 



(U i» requested that the ripUea be written on foolscap paper, on one side only, 

and that they be numbered in accordance vnth the ^estionsj 

•i .■ • . 

1. Form, dimensions, and material usually adopted by you for upper ter- 

minals. 

2. Material and dimensions of conductor. 

.*3. Is any definite proportion between the length and sectional area of the 
conductor observed, and if any, what ? ' . 

4. Joints, how made. 

5. Attachment to building, how made. 

G; Ground connection, how formed, and of what extfent. 

7. Extent of area supposed to be protected. 

S. If there is more than one terminal, is the size of. the conductor increased? 



EEPLIES. 



39, Wappino, Loot)on, E. 

1. The upper terminals are made of a copper tube § inches in 
diameter and iV inches thick [A. 0*11 in.] In the upper end of the 
tube is fitted 15 inches of copper rod tapered to a point at the top, 
into which is fixed 3 or more smaller rods about | inch in diameter 
[A. 0*05 in.] each tapered to a point, and brought into the parent rod 
in a curye (not at an angle). The next part of the tube, down to 
about 9 inches from the bottom, is filled with a stiff iron rod to 
strengthen it, the lower end of the tube being left open to receive the 
rope. This constitutes what is called "the point." These points 
vary in length from 2 or 3 to 8 or 10 feet when used for buildings. 
A square-topped tower would require a much higher point than would 
be necessary for the top of a spire. 

Sometimes the points are tipped with platinum, which we consider 
to be altogether superfluous. 

2. The conductor is simply a wire rope, varying in size, and 
mostly either |, J, or # inches in diameter [A. 0*11, 0*20, or 0*31 in.] 
These ropes are made in two different forms : the one % inch diameter 
[A. 0*11 in.], most suitable for ships' use, is composed of 49 No. 18 
guage copper wires, each wire having a circumferencial measurement 
of '157 inches [A. 0*002 in.] ; the circumferencial or surface measure- 
ment of the whole of the 49 wires is equal to 5*693 inches [A. 0*11 in.], 
or say, equal to the surface of a copper band 2*846 inches wide — t.e., 
meas^ng both sides of the bmd. 

The other make, say | inch diameter [A. 0*20 in.], much used for 
lofty buildings, is composed of 7 No. 7 guage copper wires, each wire 
having a circumferencial measurement of '681 inches [A. 0*027 in.] ; 
the circumferencial or surface measurement of the 7 wires is equal to 
4*067 inches [A. 0*19 in.], or say equal to the surface of a copper 
band 2*033 inches wide. 

3. There is no definite proportion observed between the length and 
sectional area of the conductor. We take it that the sectional area 
should be the same, irrespective of length, as we do not trace that 
Kghtning varies in intensity while passing through a conductor of 
greater or less length. The rather prevalent idea that a smaller con- 
ductor is sufficient for a low building is, we think, erroneous, as we 
do not find any data to show that lightning in its descent loses any 
portion of its force until it actually enters the earth. 

4. The copper rope is joined to the upper terminal by passing the 
end of the rope into the tube at the lower end of the terminal for the 
space of about 9 inches, and fixing it with 3 copper rivets. There is 
no other join in the conductor whatever — a feature of much greater 
importance than is sometimes admitted. 

5. The upper terminal is passed through two strong earthenware 
insulators which are usually fixed to the building by two strong 
galvanized iron staples. Other modes of fixing the terminal must 
sometimes be resorted to, as some factory chimneys are capped with 
iron, and buildings of varied forms must be treated with according to 
circumstances. Having fixed the terminal, the rope may then be led 
down the building on the most convenient side for the purpose, and 
fixed at intervals of 6 or 8 ft., according to circumstances, with glass 
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insulators supported by copper brackets. The rope should be given 
the straightest course practicable from the upper point down to the 
earth, carefully avoiding all angles, specially an acute angle, as much 
as possible, and in its passage it should be kept clear from any other 
metal in the building. 

There are three matters to which we would call special attention, 
viz.: 

Insulators^ Angles and Joints, Metal in Building. 

Insulators, — When copper rope lightning conductors were first in- 
troduced, about the year 1837, a circumstance occurred which at once 
proved the efficiency of the conductor, and suggested the use of insula- 
tors. The late Mr. Andrew Smith, C.E., had fitted a factory chimney 
in the East of London with a rope conductor, which was fixed to the 
chimney by iron staples. In a violent storm which occurred soon 
afterwards, the lightning was seen to pass down the conductor, which 
remained unaltered in any way ; but on examining the chimney it 
was found that the brickwork had received -a concussion at most, if 
not all, of the staples, showing that the lightning in passing had 
expended part of its force on the iron staples. It is probable that, if 
the staples had been made of thicker iron, and had been so placed as 
to lead off from the conductor with easy curves inwards, instead of 
being driven into the wall at right angles with the conductor, the 
concussions would have been much more violent than was the case. 

Angles and Joints, — It must be obvious to any one that lightning, 
as well as any other matter or thing which travels at high speed, 
would be greatly obstructed in having to turn comers. It must also 
be borne in mind that lightning is of intense heat, and while passing 
in a straight line the effect of its heat is lost in the velocity of its 
motion ; but in passing an angle its momentary pause (much too brief 
to be calculated) is sometimes enough to create sufficient heat to ^se 
the conductor at the angle. Por this reason all angles must be 
avoided, and easy curves having a downward tendency substituted. 

The angles in copper tube conductors are doubly objectionable, for, 
having joins as well as angles, they are liable, by the effect of heat, 
to become disjointed. It would be difficult, if not impossible, to fit a 
tubular conductor, except in a straight line from end to end, without 
this double objection. Similar objections apply also, in a greater or 
less extent, to the copper band conductors, as they are made with 
joins, and, when fixed up, are usually carried into and over as many 
angles as come in their way. They do not so readily follow all the 
sinuosities of a building as a rope does on the curve principle. 

The fiat band conductors, which are composed of a number of 
galvanized iron and copper wires combined, are simply a frivolity. 

Metal in Buildings, — Taking the conductivity of copper as from 7 
to 10 times greater than that of iron, it would probably follow, that 
if two rods, the one of copper the other of iron, in these proportionate 
sizes, were brought together in one common terminal or point, and 
led by the same course to the earth, as much of the fluid would possibly 
pass down the one as the other. On this principle, we avoid contiguity 
with any metal in a building, especially if in large masses, such as 
machinery, &c. 
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Shvp^ Conductors. — Ifi fitting the rope conductor to a ship's rigging 
it is only necessary to pass it through a hole in the truck, so that the 
end may stand abDut 6 inches above thfe truck. It may be held up 
by a pin or key passed through the rope close over the truck, and 
then carried down the topgallant backstay (to which it should be tied 
at intervals with yam) to the gunwale, where a sufficient length of 
the conductor should be kept in a coil to reach well down into the sea 
in any position of the ship. In stormy weather the coil ijiay be 
untied, and by its own weight the end will drop down into the sea as 
required. Sometimes the rope is shackled at the gunwale to a strip 
of sheet copper about 3 inches wide, which is nailed down the ship's 
side till it meets the sheathing at the bottom. The strip of copper 
should overlay the sheathing for a few inches. It may be noticed 
that this kind of conductor, fitted with a coil at the gunwale, is with- 
out any join whatever, and that it takes almost a straight course 
direct from the truck into the water. 

The copper band conductors let into the mast and carried through 
the hull of the ship are objectionable and unsafe, as, in passing from 
each portion of the mast, they require moveable joints, so as to admit 
the several parts of the mast being run up or down as required. 
These joints present angular interruptions which may become out of 
order, and, in passing through the hull, any rupture of the band in 
that part, or the contiguity of other metals, may cause serious conse- 
quences. Certainly, there can be no necessity for carrying the 
lightning through the ship when, by a safer and much more simple 
method, it may be kept altogether outside. 

In the smaller vessels, where the mainmast is well above the other 
masts, it may be sufficient for that mast only to be fitted with a conduc- 
tor, but in larger ships, particularly long steam-ships, where the masts 
are a considerable distance apart, each mast should have a conductor. 

We do not, either in theory or in practice, know any necessity for 
protecting the yards with conductors, though it is not altogether 
improbable that, in the absence of conductors on the masts, th^ yards 
might get damaged while the masts remain uninjured. 

6. The end of the rope should be buried in moist earth, and carried 
in a cun^e to 5 or 6 feet from the foundation. In clay ground and 
on the shady side of a building about 3 feet below the surface would 
be deep enough ; but in lighter ground, and particularly on the sUnny 
side, it should be buried 6 or 7 feet deep, to ensure sufficient moisture 
at all times of the year. 

7. As the course by which lightning approaches the earth is very 
devious, it would be difficult to determine with certainty the extent 
of area protected ; but, viewing the absence of damage to the most 
remote parts of the roofs of buildings which have been properly fitted 
with conductors within the last 40 years, we should think the area 
protected may be taken as equal to from 3 to 6 or 6 times the height 
of the conductor. 

8. "When two or more terminals are used, the main rope should be 
somewhat enlarged ; otherwise, the collective quantity of fluid received 
on the several points may be too great for the common channel. 

WILKINS & WEATHEEBT. 
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DoBA Stbeet, Limbhousb, E. 

We have to own receipt of your valued commuiiication of the 14th 
lilt., and with great pleasure to submit for the consideration of the 
Conference the following replies to their questions. We have 
endeavoured to make them as explicit as possible, but it is difficult 
adequately to describe our system on paper, and we suggest for the 
consideration of the Conference the advisability of showing any 
Committee they may appoint one or two of the numerous public 
buildings fitted by us. 

Any ftirther particulars or drawings you may require we shall be 
glad to send you ; and it is with great pleasure that we add that any 
services we can render you in your valuable investigations are at 
your disposal. 

1. A five-pointed copper spindle, the sharp points of which are 
silvered, and single points on high chimney shafts to the number of 
four or five. 

2. Copper solid bands, or tubes, " as samples sent," being simple, 
durable, cheap, and the most capacious form for the safe conduction 
of a heavy stroke of lightning, the bands being from 1 inch to 3 
inches in width and ^ inch thick [A. 0*12 to 0*37 in.], and the tubes 
from I to 1| inches in diameter and ^ inch thick [A. 0*24 to 0*54 in.]. 

3. xes ; experience has proved that nothing less than 1| inch 
bands [A. 0*18 in.] should be used for the main conductor to ordinary 
houses, with | [A. 0*09 in.] to 1 inch [A. 0*12 in.] bands for branches, 
tmd from 2 to 3 inchs [A. 0*24 to 0*37 in.] bands as main conductor to 
buildings of large area, with 1 to 1| inch [A. 0*12 to 0*18 in.] for 
branches ; or, in the case of chimney shafts, | inch to 1^ inch tube 

A. 0*24 to 0*54 in.] for main conductor, and 2 to 3 inches flat band 
A. 0'24 to 0*37 in.] for tops of same. 

4. The bands are in long lengths, are lapped, closely rivetted and 
soldered, to form a continuous band ; while the tubes have patent 
insertion joints, the upper end being turned and fitted into the lower 
end, which is bored, and the tube then forms a continuous line 
externally and internally. 

5. Copper holdfasts to suit shape and size of conductor. 

6. Nofc less than 30 feet of l| inch to 2 inch copper bands [A. 
0*18 to 0*24 in.] in two or three branches, with forks at end of each 
band, and, if water is not near, the trenches half filled with carbon- 
aceous materials and well watered, as this material will readily absorb 
the least moisture and retain it, while being in itseH the best con- 
ductor. But much will depend upon the nature of the ground ; for 
if chalk or rock foundation and water cannot be got at, the ground 
branches must be at least doubled, and the trenches deeper and made 
lip of carbonaceous materials and earth. 

7. Our experience is that no appreciable extent is protected by a 
single rod conductor in the presence of other influences. The 
chimney-stacks, lined with carbon in the shape of soot, with the heated 
gases, cause a rarefaction in the atmosphere, and form an easier 
passage for the electric fluid. Roofe and buildings having large 
masses of metals will be more likely to influence lightning than the 
single line of copper rod generally fitted. Many cases have occurred 
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of chinmej-siacks 4 feet to 9 feet across being struck opposite the 
conductor, and lead roofs, gutters, lead ridges, &c., from 10 feet to 20 
feet from the rod conductor. 

8. No ; the system of conduction used by us does away with this, 
the lines of conduction being ample. 

Eemases. 

From our close connection with the late Sir William Snow Harris, 
adviser to the Crown for upwards of twenty-five years in regard to 
lightning conductors for the navy, and having made lightning con- 
ductors our especial practical study for thirty-five years, we may be 
pardoned for making a few remarks on the protection of buildings 
from lightning. 

We would, firstly, say that the system of conductors now fitted by 
us is based upon these past years of experience, and upon facta 
collected during this period, of accidents to buildings having the 
ordinary single line of conduction, as also from the practical success 
of the conductors in the navy. 

The form of conductors used by us has been adopted after con- 
siderable experience, as being the most simple, solid, durable, and 
capacious form of conductor for the safe conduction of heavy strokes 
of lightning. 

In place of insulators as fastenings, we use copper holdfasts, as we 
found the former dangerous and useless, as the glass, being non-con- 
ductive, the expansion and heat of the electric fluid, being confined, 
broke them, and caused an unsafe concussion ; and it is also a disad- 
vantage for a conductor to be away from the building, as nearly 
every material in nature assists, without detracting from, the safe 
discharge of the electric fluid through a good copper conductor. We 
find that the copper wire rope conductor, usually applied, is seldom 
more than |ths of an inch in diameter ; but we did once remove, 
from the tower of St. Mary's Church, Taunton, a copper wire rope 
conductor of gths of an inch in diameter [A. 0*60 in.], said to be 
especially made to order — certainly the largest we ever came across ; 
but it failed to give the necessary protection in a lightning storm, 
which did much damage to the tower and roof of the church. As 
capacity or weight of copper is the most important for safe conduc- 
tion, copper wire rope is very deceptive in this respect, as will be 
seen by the following comparisons, viz. ; — A copper wire rope con- 
ductor of I inch diameter [A. 04 1 in.] weighs 2^ ounces per foot, not 
equal to a plain solid band § inch wide and J inch thick [A. 0*046 in.], 
which weighs 2*907 ounces per foot. A copper wire rope conductor of 
I inch diameter [A. 0*20 in.] weighs 6 ounces per foot, not equal 
to a solid band of | inch wide and ^ inch thick [A. 0*092 in.], which 
weighs 5*814 ounces per foot. A copper wire rope conductor of 
# inch [A. 0".31 in.] weighs 9J ounces per foot, not equal to a solid 
band of 1^ inch and § inch thick [A. 0*153 in.], which weighs 9*690 
ounces per foot. Thw is the largest size of wire rope conductor made 
or used. 

From the above will be seen what protection can be given by con- 
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ductors of such small capacities; and we may add that solid band 
conductors of the same weight, and superior in every way, can be 
fixed at less than half the cost of the wire rope, foot iov foot. 

Copper chains and copper wire bands, as conductors, answer in so 
uncertain a manner with the gaLvanometer, that they should never be 
used. 

Iron in any form should be avoided, from its lower conducting 
power, and its utter uselessness when in a rusty and decayed state. 

With regard to testing with the galvanometer, the mere testing of 
the conductors is no proof of the security of the building itself. We 
not only test the conductors, but also the building, to prove that it is 
under safe conduction in lightning storms. 

In conclusion, we beg to state that our patent system of protection 
is the application of one or more main down and ground copper con- 
ductors and sizes, according to the height and area of the building, 
the fitting of the copper bands to each chimney-stack, and connecting 
the same, and the connecting of all the metals on the roofs thereto 
and to the main conductor, so that there shall be no circuit by which 
the lightning fiuid would be likely to attack without having its exit 
to the main conductor. 

For high working chimney-shafts we fit a copper band round the 
top, and four points thereon connected to main down conductor. 

For further information, we earnestly solicit the carefiil perusal of 
our pamphlet and papers herewith. 

J. W. QEAY & SON. 



Chtppendale Mews, Hahbow Koaj). 

1. Upper terminals pointed with one or more points, according to 
the nature of the building to be protected. Dimensions vary in like- 
manner. Material — copper or brass, with electro-gilded points. 

2. Conductor composed of copper or galvanized rope, according to 
height, &c., of building, &c., dimensions varying with resistance of 
the circuit. 

3. The sectional area varies with the length. 

4. Joints made, as far as possible metallically ; where solder cannot 
be used, screw joints are made use of. 

5. Attachment to building direct by metallic ties of requisite form, 

6. Ground connection — When practicable, the end of conductor i* 
metallically connected with gas or water main^ otherwise a hole is- 
dug deep enough to meet always moist earth. The end of conductor 
is either attached to an earth plate, or coiled up in a bundle and sur- 
rounded by coke. 

7. The area protected is supposed to be a radius equal to the height 
of conductor. 

8. If more than one terminal is attached to one conductor, the size 
of the latter is increased, except under certain conditions. 

F. EXJSSELL & CO. 
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137, FBINrOESS StBBET, MAyOHESTEB. 

1. A copper tube 1 J inch diameter or 1 inch diameter, finished at the 
upper end, with a forged copper point or cone, connected with the tube 
bj a cast copper (or gun-metal) coupling, into which coupling are also 
•screwed three or more smaUer points round the larger central one. 
At the lower end the tube is screwed into a somewhat similar coupling, 
to receive also the brazed and screwed end of the conductor. Or 
a solid copper rod J inch diameter [A. 0*20 in.], or wrought iron rod 1 
inch diameter [A. 0*79 in.] (where iron conductors are used) the rod 
in either case forged to a blunt point, and screwed at the lower end, 
like the tube first described, to fit the coupling. 

2. (a). Copper wire rope of 7 strands each, No. 10 Birmingham 
wire gauge, or in specified cases of No. 8 or 7 wire gauge, making, when 
«pim, a rope with a sectional area varying from iV to i J. 

(6). Solid copper rods | inch diameter [A. 0*20 in.]. 
Solid iron rods 1 inch diameter [A. 0*79 in.]. 

(c). Copper band or "tape" of sizes from |x^ to 2 or 3Xib 
inches [A. 0-09 to 0-38 or 0*56 in.]. 

((?). Copper tube § inch diameter outside, and | inch thick 
[A. 0.20 in.] 

3. Although no definite rule exists for the proportional sizes of the 
^conductor, it is usual and prudent in a large building to employ for 
the main conductors, which should come from the highest and most 
exposed points to the earth in the most direct way, a larger con- 
ductor than would be required for a small building, and the branches 
or connections to this main conductor may be smaller in sectional area 
than the principal one. Thus, a church tower with four angle 
pinnacles may be protected by four finials or points, one to each 
pinnacle, and these four parts fitted to rope of 7 wires No. 10 gauge 
[A. 0*10 in.], to be united to a continuous band round the parapet, 
from whence a rope of 7 wires No. 8 gauge [A. 0*15 in.] should 
descend into the earth ; or an infirmary or workhouse built with wings 
would have, perhaps, three direct rod conductors, one to each chimney 
stack, and connections with the water spouts, or lead flashing made of 
small copper tape | X g [A. 0*09 in.] soldered to the lead and worked 
round the rods. 

4. The fewer joints the safer, and for this reason — the copper rope 
or tape is better than the rod or tube, as the former is made con- 
veniently any required length, and the danger of a &ult or break in 
the continuity is avoided. Of the necessary joints the rope requires 
one at its junction with the top rod or tube ; this is made by brazing a 
smaU ring of brass (or copper) round the rope ; the solid end thus 
formed being chased with a deep male thread, which fits the prepared 
base of the rod. The branch conductors or connections, with adjacent 
constructive or decorative iron work — as beams, girders ; cresting, 
vanes, &c., are made by threading a bead with a similar ring to receive 
the branch, as that already described. Where the branch reaches its 
object a ring or solid coupling should be " tapped " into the girder or 
<;resting, to ensure thorough metallic connection, if the destination of 
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the branch be the lead flashing, the seven wires must be opened like 
a fan, and each wire strongly soldered with common plumbers' solder 
to the lead — 

(6). Copper or iron rods are made continuous by couplings of 
either metal, as the case may be, which should exceed 
the diameter of the rods by enough metal to allow of a 
good thread. These couplings should be hexagonal or 
octagonal in plan, to allow the workman a certain grip ; 
and the thread should be of the kind called right and left, 
so that while screwing one length he may not unscrew 
the other. These conductors require very careful, steady 
workmen, as a great element of danger exists in these 
numerous joints. 

5, The various natures of the buildings provicjed with conductors 
require separate, and often different treatment : but the principle in 
all cases is the same, viz., to attach the conductor closely to the fabric, 
and the more the conductor is made an integral part, as it were, the 
more efficacious it will be. Any attempts at so called isolation are 
opposed to the theory of protection by conductors. The mechanical 
means of fixing are best illustrated by diagrams, the chief objects to 
be considered are — 

(e). Permanence or strength and durability. 
(/). B/Oom for expansion of the conductor. 
Ig), Eacility in fixing without cutting or breaking the conductor, 
^ Qi). Neatness in appearance. 

These objects are gained by a careful consideration of the materials to 
which the conductors are fixed by " holdfasts,'' for stone, slate or tiles, 
wood, and iron. It is important that sharp bends be avoided. A 
string course, for instance, should be drilled, and the rod or rope 
passed straight through. Also, that any metal bodies in the line of 
the conductor should be connected with it by staples screwed into 
such bodies. It is most necessary that the ends of vane bolts or rods 
should be joined to the conductor, or, where this is impossible, should 
be fitted with an independent wire or rod to the earth. 

6. The connection with the ground is of special importance, as the 
object of the conductor is to provide a free passage between the two 
currents, and if this be not done, a lateral discharge is pretty sure to 
result. A building provided with suitable conductors, properly fixed, 
should at all conditions of the atmosphere, allow a free course to the 
electricity, and be in all its parts electrically equivalent, and with this 
intention the several parts (as mentioned in answer to question 3) 
are brought into connection with each other or with the ground. 
The actual length of the ground conductor is fixed by the nature of the 
subsoil, as it is obvious that dry sandy soil is unsuitable for a ter- 
mination. "We therefore continue the rope or tape until a good damp 
earth is reached, if possible, a spring or open water — generally speak- 
ing, about 6 to 10 yards will be sufficient in most localities. The 
conductor is then buried 5 to 10 feet, or upwards, in the damp earth 
or water. If a rope, the several strands are unravelled and opened 
out : if a rod or tape, a discharging fork is usually attached to the 
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end to promote the easy discharge, for -which purpose it is also usual 
to fill the trench with charcoal. The trench must be dug with a slight 
fall from the building downward. 

7. The extent of area supposed to be protected by the conductor i» 
estimated by many as included in a radius of double the height of the 
conductor from the base line; but the immunity from accident 
enjoyed by many buildings situated at a greater distance from a 
number of tall factory chimneys ; or to take an opposite example, in a 
city where there are many lofty spires or towers, would go to show 
that a number of conductors attached to tail objects, serve to obviate 
the dangers arising from lightning by providing, at many different 
points, a direct communication between the positive and negative 
currents wliieh exist in the clouds and earth We have never known 
a church spire, when the conductor was fixed in accordance with 
ordinary skill, injured by lightning ; and the tall factory chimneys of 
our manufacturing towns afford strong corroborative evidence of the 
value of conductors, and this in two ways — first, because those to 
which conductors are fixed, do not get struck ; and, second, because 
those unprovided with conductors, do get destroyed from time to time. 

8. A reference to the answer to No. 3 question, wiU show that we 
consider that when several terminals are used, an increased diameter 
is advisable in the main or principal conductor ; but it must be re- 
membered that either of the conductors referred to in the answer to 
question 2, is greatly in excess of what many eminent electricians 
consider necessary. A single wire being thought sufficient of A 
inch diameter (A. 0*06 in.) for any ordinary cuiTent of electricity. 
But both the English and French Governments have thought it 
prudent to specify a copper body, with a sectional area of ^ inch in 
English, or 1 centimetre in French (0*40 in.) — ^pai'tly to provide 
against corrosion, which would rapidly deteriorate a thin wire, and 
partly to obviate the danger of the melting of the smaller conductor 
under the continued force of an unusually strong shock of lightning. 
We, therefore, respectfully follow the decision of such experts as have, 
by careful experiment and considerable diligence, acquired the know- 
ledge they possess — both as to the substance, the form, and the 
treatment of this subject ; and have only to add the fact, that any 
small experience we have practically had, goes to support the con- 
clusions already arrived at by these authorities. 

FEEEMAN & COLLIEE. 
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24 & 26, Leteb Stbeet, Manchesteb. 

1. Our upper terminals are made of copper or brass, plain spike 
or ball with spike at top, and three radiating from it, or four or five 
spikes radiating from the ball. Attached to the ball (screwed into it) 
is a solid rod of copper, to which the conductor is fastened, as 
explained below. 

2. Conductor is made of good quality copper wire strand 7 ply : 
f inch [A. 0-11 in.] to A inch [A. 0*15 in.] diameter. 

4. Joints of the strand not usually permitted, as we spin it any 
reasonable length. 

The end of the conductor is knotted and drawn through a cup- 
shaped ring of metal one end, the top of which is screwed into the 
bottom of the solid rod of the terminal. This makes a good connection. 

5. Copper holdfasts fasten the rod to the building. 

6. Grround end is coiled loosely in damp earth or a well. 

EICHAED JOHNSON, CLAPHAM, & MOEEIS. 



180, Eottemobe, Glasgow. 

We beg to reply to your queries on the material, system, and 
fitting of lightning conductors, as practiced by us for over 25 years, 
during which time we have never had a building injiu^d in which 
we have been engaged, and have fitted from 15,000 to 20,000 feet 
.a year, without advertisement. 

1. TJniformly solid copper, consisting of 1 centre concave point, 
about 14 inches long, presenting 8 sharp angles=3| inch surface ; 
this is surrounded by 4 smaller points of same construction. These 
all terminate or spring out of a hollow copper ball, which is screwed 
on a copper tube | inch diameter inside, and from 4 inches to 5 
inches long, aocordmg to requirement. The copper cable is passed 
through this tube, is faiotted inside of the ball, and the points are all 
screwed against it, which forms the point of contact, and thoroughly 
fixes the cable at the top ; but the fixing of the top or terminal rod 
is fashioned in accordance with the requirements of the building or 
material to be fixed to. 

2. Uniformly copper cable constructed of 49 strands, Juird drawn 
square copper wire Nos. 17, liB, or 19 w.g. 

3. We never use less than 6-inch surface, i.e., measuring the 
circumference of each wire, we contending that surface is the only 

Sower of the conductor. IJp to 160 ft. we use No. 19 (=i inch 
iam.) [A. 0-20 in.], | inch for a longer length of cable (*•«., 17 or 
18) [A. 0-44 in.]. 

4. Usually with a gun-metal screwed coupler. 

5. With brass holdfasts, lined with porcelain, glass, or gutta- 
percha. 

6. Spread out end of strands of cable like a fan, and bury it in the 
moist earth a few feet deep, in an oblique way tending from building. 

7. 30 to 40 yards. 
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8. Wo invariably run one cable from each terminal or top rod: 
but in spires we commonly take a connection from the bottom of the 
vane rod, and connect it to the main conductor, which goes to the 
highest point of vane or final : if the former, we fix a copper bush or 
disc to the vane rod at foot of vane, which is fast to cable, and a 
corresponding one on vane, with cable at highest point, when thp 
cable is fringed out, presenting its 49 points, and by these discs the 
vane revolves with that portion of the conductor attached, and 
the point of contact is given by the discs. 

C. H. PENISTCOOK & CO 



Aiii/ Saixts' Woeks, Debby. 

1. Form for upper terminals : — A straight copper tube, f inch 
diameter; thickness of metal, 15 B.W.Gr. [A. 0'16 in.], with solid 
copper point (no branches) ; the point is soldered and rivetted into 
the tube ; or a solid copper rod, ^ inch diameter [A. 0*20 in.], t-apering 
towards the top. 

2. Material and dimensions of conductor : — Either a copper band 
of 2| inches wide and No. 16 B.W.G. thickness [A. 0*16 in.] ; or a 
copper wire rope, I inch diameter, of 6 strands, each strand containing 
6 wires [A. 0-20 in.]. 

3. Proportion between length and sectional area of conductor :— r 
The i inch copper rope [A. 0-20 in.], or 2^x16 B.W.Gr. band [A. 
0'16 in.], is used for heights not over 120 feet ; for higher buildings, 
a I inch rope [A. 0*44 in.] or band, 2j|xl2 B.W.G. [A. 0-27 in.] 
should be used. 

4. Joint, how made : — Joint is made between band and copper rod 
with a brass screwed socket, the rod is soldered and rivetted into 
socket, and the band is soldered round socket, then soldered and 
rivetted. When the copper rope is used, a hole is drilled into socket, 
same diameter as rope, at the lower end, and turned out conical 
shape ; the rope is then passed through the socket, the ends spread 
out, and the spaces filled up with solder. 

6. Attachment to building : — The conductor is fixed close to build- 
ing without insulators, and is brought into close contact with the 
spouting; is closely attached to chimney and walls by means of 
copper sfepaps and copper nails driven into the masonry. 

6. Ground connection : — Should a good, permanent drain be near, 
the conductor is brought to it and bound round and firmly fixed. 

If there should be an open drain or brook, the conductor is brought 
under it at su^cient depth that if the stream be dry at any time there 
will be sufficient moisture to carry away the charge without disrup- 
tion. Should there be neither drain pipes nor brook sufficiently near, 
the conductor is taken from 12 to 20 feet b^low the surface to the 
clay, where it is certain to be always damp, even in seasons of the 
greatest drought ever known. 



( 15 ) 

In no case should the earth connection be taken into a closed tank 
or well. 

If a band be used, it should be cut into strips about 18 inches long 
and laid in different directions ; rope should be unwrapped and spread 
in a similar manner. 

7. Supposed area protected : — It is impossible to determine exactly 
the area the conductor protects. It is erroneously supposed that the 
rod wiU protect buildings within its radius, but experience will not 
bear out this axiom. Many instances may be related of buildings 
being struck much within the radius of well-protected churches or- 
chimneys. 

He protection a conductor affords depends to a great extent on' 
the relative positions of the electric discharge and the objects that it 
may meet in its course. As a general rule, a church with a high 
spire with a proper conductor may be considered to protect the 
remainder of the edifice; but a low, straggling building should have 
several conductors at the outside highest points.' 

8. K there is more than one terminal is the size of conductor 
increased? — No; as sufficient material should always be used to 
carry off without disruption the heaviest known charge,, it is un- 
necessary, to increase the size of conductor. Should two or more 
upper terminals be connected, with the main conductor, the size of 
material need not be increased; for if two or more terminals receive 
the charge simultaneously it necessarily follows that it is sub-divided ; 
therefore the conductor will have no more work than if one point only 
had been struck. 

I^ote, — We quite agree with Snow Harris regarding insulators,. 
that if there be anything in insulators they are a disadvantage, for if 
the building be struck in any other part than the conductor, the 
current cannot easily find its way to the conductor. The current 
will take the line of least resistance; therefore it is reasonable to 
assume that the building is more certain to escape the disruptive 
force of lighting when the conductor is in close proximity with the 
building. 

JOHN DAVIS & SON. 



Bigg Makket, Newcastle-ois'-Ttio:. 

1. For upper terminals I generally use ^ inch diameter solid copper 
rod [A. 0-20 in.], or | inch diameter tube [A. 0*24] with four 
points, and I fix them 4 or 6 feet above the building they are intended 
to protect. I always endeavour to get the upper terminal as near 
the size of the conductor as is consistent with strength. I make my 
points of the best copper tipped with platinum. 

2. For the conductor I use | inch diameter copper wire rope 
[A. 0*20 in.], which is (in my opinion) the best and most applicable 
conductor used, as it appears to be an open question, at present, 
whether it is surface or mass which conducts. If it is mass, then a 
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tube conductor is insufficient. If it is surface, then a solid rod is 
superfluous. The copper tape conductor I consider the worst form 
of any, as it bends too easily round sharp comers, projections, &c., of 
buildings, which is a thing to be avoided as much as possible. A 
•conductor should be brought to earth as direct as possible, and with 
no bends if they can be avoided. The copper wire rope conductor 
has both surface and mass conduction, and can be led about roofs 
and other difficult places better than any other form of conductor 
that I know of. 

3. None ; I imagine it is not necessary. 

4. I avoid joints as much as possible ; but, when they must be 
made, I scrape the ends of my wire bright, and then splice or inter- 
lace them together, covering the whole with thin sheet lead — ^I object 
to solder, as I think it must interfere with surface conduction ; the 
wire is fastened to the upper terminal, with a Matthew "Walker knot 
let into a hollow cup, and the terminal screwed down on it. 

5. I attach my wire to the building with a brass or gun-metal hold- 
iast 4 inches long, having a § hole, the inner edge being flush with 
the wall of the building, so as to allow the conductor to touch the 
wall of the building all the way up, and still allow plenty of room 
for the free passage of the electric fluid. I do not approve of insula- 
tors, nor yet of that kind of holdfast that is driven in tight on to the 
wire, for I think that must interfere with the clear passage of the 
-electric fluid. 

6. I cut a trench some 15 or 20 feet long, gradually deepening 
from 1 foot at the commencement to 4 ft. at the termination, which I 
ffl with poimded charcoal and bury the wire in it. Earth-plates are 
not necessary when this is done. 

7. It is calculated that a conductor will protect a sur&ce in the 
shape of a cone, the diameter of the base of which is equal to the 
height of the conductor. Thus, if a conductor were 100 feet high, 
the space protected would be represented by a straight line drawn 
from a rsuiius of 50 feet from the base of conductor, to a radius of 8 
or 10 feet from its highest point. 

8. I consider, if there are two terminals, there should also be two 
wires, or the wire should be of sufficient capacity to carry off a double 
charge, in case both terminals should be struck at one time. I think 
the conductors should certainly be of sufficient capacity to carry off 
any charge that might be received by the terminals, be they few or 
many. 

T. MASSINGHAM. 



( 17 ) 



APPENDIX B. 



ANALYSIS OF, AND REMARKS UPON, 

THE VIEWS OF MANUFACTUEERS. 



On Nov, 14th, 1878, a circular was issued to the principal 
lightning-rod manufacturers in this country, inviting then* repues 
to various questions that were submitted to them, and also any 
remarks that they might wish to lay before the Conference. 

Replies have been received from — 
Messrs. Wilkins & Weatherbt, of London. 
,, Gray & Son, of London. 
„ F. Russell & Co., of London. 
„ Johnson, Clapham, & Morris, of Manchester. 
„ Freeman & Collier, of Manchester. 
„ Pennycook & Co., of Glasgow. 
„ Davis & Son, of Derby. 
„ Massingham, of Newcastle-on-Tyne. 

All well-known firms, who have written fully and freely, and 
whose experience is very extensive. 

It is impossible to read these replies without feeling the abso- 
lute need of such a Conference as that which has been formed, 
to collect facts, to digest opinions, and to endeavour to formulate 
some guiding principles for uniformity in practice — ^for here we 
have the most diverse modes of execution detailed, the most oppO^ 
site views expressed, and the most varied experience narrated. 
Li fact, some ideas enunciated are quite opposed to the teachin[ 
of science. Where practice is so opposite, error must abound: an( 
therefore, there must be great need for an effort to reduce the 
system of constructing lightning conductors in this country to 
some uniform basis. On no one single point, except in the use 
of copper and the necessity for reaching damp earth, do any 
two manufacturers agree in adopting similar measures. 

I will take each question submitted seriatim. 

1. Fornij dimensionsj and material usually adapted for upper 
terminals. 

There are single points and branching points, fine points and 
blunt points, cones, spikes, balls with spikes on top, and^ balls with 
radiating spikes. 

B 
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The dimensions vaiy with each form, and they are made of 
solid copper and coj)per tube, of brass, of iron, and of gun-metal. 
The ends are sometimes silvered, sometimes gilt, and sometimes 
tipped with platinum. But there is no rule or uniformity ; and 
one manufacturer acknowledges that, while he sometimes tips 
the points with platinum, he considers the practice to be alto- 
gether superfluous. 

Now it is clear that if there be any electrical efiicacy in points 
<i8 pointSy they should be made in such a form, and of such a 
material, as to maintain their efficiency permanently. The writer 
is very strongly of opinion that the efficiency of lightnine con- 
ductors is due principally to the peculiar electrical action of their 
points. He sees no advantage whatever in multiplying these 
points. In his opinion each conductor should ena in one fine 
platinum point. It would thus act as a dissipator of the electric 
charge in its immediate neighbourhood, and would then preventy 
and not favour discharge. Moreover, points demand frequent 
inspection, attention, ana renewal. He thinks that one function 
of the Conference should be to examine some of these points in 
9itUy if possible. At present they are erected and left to their 
fate. 

2. The Material and IHmensions of the Conductor. 

The use of copper is almost universal, but two manufacturers 
occasionally use iron. The form varies. The majority use wire 
rope, but some use rods, others bands or tapes, others tubes. One 
firm uses a cable "constructed of 49 strands of hard-drawn square 
copper wire.'' Another firm uses a wire rope, simply because 
** it appears to be an open question, at present, whether it is 
surface or mass which conducts." The dimensions are as varied 
as the form, from a wire rope f ths of an inch in diameter to 
a copper band 3 inches wide and ^th thick. 

The only point worthy of note is, that no one uses a smaller 
conductor than a copper rope fths in diameter {i.e. 4oz. of 
copper per foot run). ^ 

JLeaving the dimensions as a question for future investigation, 
the points submitted for the consideration of the Conierence 
under this head are — 

1. Is conduction a question of surface or of mass ? 

2. Is copper alone to be used f 

3. Is the conductor to be in the form of a rope, a rod, a 

tube, or a band? 

Now, on the first point the writer entertains no doubt what- 
ever that the conduction of atmospheric electricity is simply a 
question of mass, and thai the lightning protector acts simply 
as a conductor obeying the laws of Ohm. 
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On the second point he sees no objection whatever to the use 
of iron, when properly galvanized, in situations free from chemical 
impurities. The reasons urged against its adoption are extremely 
weak. First, it is said to decay rapidly ; audi secondly, it is said 
to be a venr much worse conductor thL cop^r. 

The rusting of iron is almost entirely checked, in pure air, by 
galvanising or coating with zinc. It is used for nearly every 
other purpose in connection with building, and it is difficult 
to understand why it should be discarded on account of its 
liability to decay tor this particular purpose, where it is always 
under supervision. 

Again, pure copper conducts about six times better than pure 
iron: but we never get pure copper in lightning conductors. 
Moreover, the manufacture of iron wire for telegraphic purposes 
has increased so enormously during the last two or three vears, 
that the wire now supplied conducts 50 per cent, better than it 
used to. Hence the oifference between the two in this respect 
is not so great as theory indicates ; and it would be well for the 
Conference to satisfy itself on this point by having similar sized 
wires made of the two materials, and having them measured 
electrically for their resistance. 

But it has been pointed out by the late Mr. Brough (Phil. 
Mag.<i May, 1879), that by regardine (1) the influence of the 
rise of temperature, (2^ the difference between the specific heats, 
and (3) the relative dimensions, iron conductors can be made 
much smaller than was formerly supposed : and, that as iron is 
so much cheaper, iron rods can be made equally efiicient for a 
much less sum than copper. Moreover, the use of iron enables 
the architect to use one land of metal throughout his structure, 
and thus avoid anywhere the contact of dissimilar metals, which 
always results in decay. 

On the third point, the writer is clearly of opinion that a 
galvanized iron rope is amply sufiScient for country residences and 
buildings free from chemical actions. In such places, and in 
towns, copper should be used. A rope, whether of iron or copper, 
is easily nandled, it can be made of any size, it can be led in 
any direction without bends or angles, it is neat and easily 
jointed, diverted, or lengthened. 

The writer refrains from expressing anv opinion on its dimen- 
sions here, for this is a point that will require most careful 
examination by the Conference.' 



3. Is there any definite proportion between the length and sectional 
area of the condtictor f 

The majority of the manufacturers increase the size of the 
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conductors for high bnildinffs— one making the limit 120 feet, 
another 150 feet, while a third ^^ varies the sectional area with 
the length." One firm does not consider any difference necessary, 
while another takes it that the sectional area should be the same 
irrespective of length, for *' Ughtning does not vary in intensity 
while passing through a conductor of greater or less length.'' 

Now, the laws of electricity clearly show that to maintain 
equal efiiciency we must vary the sectional area as we increase 
the length of the conductor ; but it is a question for the Con- 
ference to decide whether we should not recommend a rope of 
uniform dimensions that would be equally applicable for high 
and low buildings. Within ordinary Qmits the necessity for in- 
creased thickness for increased height is scarcely evident, but the 
remedy of an increased sectional area, with the number of separate 
points erected, is very clear. Indeed, each point should be the 
terminal of a conductor, whose sectional area should be uniform 
to the earth. For if it be not so, and each conductor be fully 
charged with electricity, then when the sectional area diminishes 
there will be congestion, resulting in heat and discharge to the 
building. Hence the thickness of the main conductor must 
increase with the number of separate points erected. 



4. JointSj haw made. 

Some are rivetted, others are screwed, others are coupled by 
right and left-handed screws. Tubes are socketed into each 
outer. In one case " the end of the conductor is knotted and 
drawn through a cup-shaped ring of metal." 

There can be no doubt that joints are the greatest source of 
danger in lightning conductors. If a joint be imperfect, and the 
conductor be conveying a charge to earth, heat will be generated 
there, the conductor may be fused and rendered usdess, and 
the discharge will be diverted to the building. Or the joint 
may be so bad — ^that is, its resistance may be so great — that it 
renders the conductor practically useless, for other parts of the 
building will offer easier paths to the earth. Though the use of 
solder is pretty general, it is not universal. Indeed, one manu- 
facturer objects to it because " it must interfere with surface 
conduction!" It certainly should be imperatively used. No 
joint can possibly be perfect that is not metallically continuous. 
Careful soldering is the only certain mode of securing this, and 
that this is practicable is evident from the millions of perfect 
joints in telegraph wires. To scrape the ends of wire bright, and 
cover the whole with thin sheet lead, as is done by one firm, is 
simply to court danger. The absence of joints in wire rope is 
one great element in its favour. 
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5. Attachment tQ building^ how made. 

Some attach the conductor to the building by copper straps 
and nails; some use holdfasts, either of copper wire or gun 
metal ; others use staples ; one uses metallic ties. Several pass 
the conductor through insulators of glass, porcelain, or earthen- 
ware. But the majority discard insulators as useless. 

In the opinion of the writer they are quite right, for it is 
difficult to understand what useful function the insulator per- 
forms. One fact that occurred in 1837 is given as a reason 
for their use, but the fact militates against the efficiency of 
the conductor rather than the absence of insulators. If the 
conductor were perfect there could have been no concussion at 
the point of attachment. If it were imperfect there may have 
been, for the discharge would seek other paths to earth. Some 
manufacturers use holdfasts of a different metal to that of the 
conductor. This is wrong, for where different metals are used 
galvanic action sets in, tending to decay and rupture. Tlie 
attachments for this reason should always be of the same metal 
as the conductor. 

6. Ground connection^ how formed^ and of what extent. 

The necessity for reaching moist ground is generally recog- 
nised, but various curious ways for making earth connection 
are suggested. One firm considers that a band cut into strips 
18 inches long would suffice, while another says that not less 
than 30 feet, m two or three branches, with fork at the end of 
each band, should be used. One firm is very brief : " Ground 
end is coiled loosely in damp earth or a well." The use of coke, 
powdered charcoal, or carbonaceous materials, is insisted upon 
by others. 

It is questionable whether the difficulty of fitting a good 
connection with the earth is fully realized. None but tele- 
graphists know the great difficulty there is in doing this. The 
first object to be secured is a good damp soil, ana the next as 
large a conducting surface as possible. Metal pumps, iron, gas, 
or water pipes, wells in which plates of metal 2 or 3 feet square 
are placed, or smilar plates may be buried in perpetually damp 
ground, or in holes well filled with powdered coke. Moisture 
m some form is essential, and without it a lightning protector is 
of small service. 

7. Extent of area supposed to be protected. 

The majority of the firms consider that the area protected 
has a radius equal to the height of the conductor ; but one 
firm considers that this should be multiplied by five or six times ; 
while another asserts, ^^ that no appreciable extent is protected 
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by a single rod conductor ;" and another, that ^* many instances 
may be related of buildings being struck mucli within the radius 
of well protected churches or chimneys,** 

We have no experience at present to enable us to form a 
definite opinion on this point. The Committee of the French 
Academy, cave the radius as equal to twice the height of the 
conductor from the ground, but buildings have undoubtedly 
been injured within this limit. The writer does not think that 
a greater radius than the height should be taken : but thinks 
that this is one of the most important questions that the Con- 
ference could determine. Calculation might, to a certain extent, 
settle the poiiit : but it is more a case for experience. 

8. If there is more than one terminal^ is the size of the conductor 
increased i 

This question has been partially considered. (See No. 3.) 

Some firms do not consider anjr increase necessary : others 
think that when two or more terminals are used, the main rope 
should be somewhat enlarged ; while others run one cable from 
each terminal, or make the conductor of sufiScient capacity to 
camr off the double charge. 

"[Die writer considers that every conductor should be complete 
in itself : or, if this is incouvement, then the size of the main 
conductor should be enlarged in proportion. It does not at all 
follow, as one firm implies, that if two or more terminals receive 
the charge simultaneously, it is necessarily subdivided. Each 
charge may be full and complete in itself, and be sufficient to fill 
the wire ; and, therefore, if the main conductor be not increased, 
accident may result. 

There is no doubt whatever that great consideration should 
always be given to the lessons of experience, and the opinions 
of those who have made the erection of lightning conductors for 
85 years their especial practical study, are much entitled to 
weight ; but such practice may have originally been based on 
error, and the teacfcnp may not have been guided by science. 
Where such variety of practice abounds, there must be fallacy 
somewhere, and, therefore, danger ; and not the least of the 
beneficial labours of the Conference will be to point out to these 
different practical men, where their faults and their departures 
from truth exist. 

W. IL PREEOE. 

August 8t&, 1879. 
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APPENDIX G. 

£EPLT FROM MANUFACTUEBBS, BBCBIVED AETBE 
THE COMPLETION OF THE ANALYSIS WHICH FOEMB 
APPENDIX B. 

Fasadat Steam Wobes, 

St. Jomr'B Boad, Huddebsthld. 
nth Novmher, 1879. 
Sib, 

Enclosed we have pleasure in handing you our replies to 
the eight questions which jou ask lightning rod manufacturers and 
erectors, together with three tracings, showing our system of protec- 
tion under different conditions. In the case of Nottingham Castle 
we considered it necessary, on account of the rock on which the 
castle was huilt, to adopt an extensive system of lateral points in earth 
termination, by running all the main conductors &om the building 
down the shrubbery into the moat, where we formed the flat copper 
biEUid into the form of gridirons, in which several hundred feet of the 
copper band has been used, and the termini of the ribs pointed, and 
the whole being sunk eight feet, and two cart-loads of gas carbon 
laid over each grid. 

Tours obediently, 

SANDEESON & CO. 



REPLIES TO THE QUESTIONS OF THE LIGHTNING-EOD 

CONFEEENCE. 

I. — Usually a length of copper tube 5 feet long 1 inch diameter X 
^o. 8 B.W.G-., which is termed the elevation rod, surmounted by a solid 
copper point, forged &om Jths of an inch round bar, wrought three 
parts of its length to a square tapering point, the said elevation 
rod and point are screwed together by a copper ballHshaped union, 
into which are screwed four smaller points at an angle of 45 degrees. 
When flung lightning conductors on church spires and turrets we 
usually run the copper tape a few inches above the vane or flnial, 
having previously prepared and pointed the tape ; by this system all 
joints are avoided. 

n. — We, the sole inventors, manufacture the solid copper tape 
lightning conductors of the following sizes : — 



Nos. 



[A 



1 

in. 

*XtV 

•06 



2 


3 


4 


5 


21 


22 


in. 


in. 


in. 


in. 


in. 


in. 


ixi 


ixi 


Hxi 


2Xi 


IXtV 


UXtSt 


•09 


•13 


•19 


-26 


•06 


•09 



23 

in. 

2X.V 

'13J 



and in continuous lengths up to 500 and 600 feet. 
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m. — Yes. For heights of say 50 feet we reoommend our No. 2 
(I in. X ^ in.) size ; for 100 feet our No. 3 (1 in. X ^ in.) size; and for 
200 feet or over, our No. 4 (1| in. X | in.) size; or our Nos. 21 
(1 in. X tV in.), 22 (H in. X A in«)» Pf ^(2 in.X A in.) according to 
position and circumstances. 

IV. — In the case of church spire or turret conductors we have no 
joints whatever, as described in Answer L, but where elevation rods 
and points are used we make a copper coupling, screwed at one ^d 
toi receive the elevation rod, and at the other end to receive the copper 
tape, which is firmly rivetted* into the coupling, and thence soldered 
or brazed. But when a complete system is employed with branches 
or tributaries, running from several points on to the main conductors, 
we make the joint by means of copper rivets, and then solder. 

y. — By means of gun metal clips, or holdfasts, let into the building, 
which secures the copper tape in close contact with the face of the 
building. Under no circumstances do we use glass, ebonite, or other 
insulators. 

. yi. — In good moist earth 5 feet or 6 feet deep we simply run the 
popper tape out from the building some 20 feet, and then rivet a copper 
earth plate on to same, or sometimes employ a large gridiron made of 
copper tape, using as much as 200 lineal feet in its construction, 
merever we make earth terminations in rocky, dry, or graveUy soil, we 
always fill in with a load of small coke, charcoal, or other carbonaceous 
matter, and also divert the rain fall-pipe system over the termination 
80 formed ; also, wherever possible, we connect the conductor with the 
gas and water systems outside the building. In all cases of earth 
terminations, the size of earth-plate is in proportion to the size of 
conductor employed, and other circumstances. 

VII. — We are unable to come to any conclusion as to any definite 
area which one lightning conductor will effectively protect, and no 
two writers appear to agree on the subject ; but from actual practical 
Experience of 30 years, combined with the closest observance and 
research, we are in the position to say^ emphatically, that a conductor 
on one prominent elevation — for example, a turret will not protect a 
similar elevation, be it only 1 yard, or 50 yards distant ; but that 
providing that two prominent features be provided with a conductor 
point on each, then on the same foundation, we say that both of them 
would be effectively protected. But for the purpose of simpliiying 
and practically iUustrating our views on this subject, we enclose you 
tracings and particulars of several buildings for which we have 
designed the system of lightning conductors, and which we believe to 
be perfect. 

Vin. — ^Tes,— always, and in proportion to the number of extra 
terminals adopted. 

SANDEESON & CO. 
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The following three engravings render very few Terbal details 
necessar;. Fig. 1 gives the past elevation of the caatle, it shows put 
of a flagstaff 115 feet high, which has a conductor, also three of the 
principal temiiaal!>, and twenty-six minor points upon the building, 
and by two dotted lines the position of two of the mtun conductors to 
earth. The principal terminals are tapered iron tubes, 13 feet long, 
canying copper tapes 1 inch X ^th and terminating with copper 
points tipped with platinum ; the minor points are of solid copper 
9 inches long. The main conductors to earth are copper tapes 2 j in. 
X^th. 

Tis. 1. 



Fig. 2 give a plan of the roof, much of which is of glass with 
wooden r^tera. The twelve principal terminals are shown by small 
rings, the ninety-four minor points by round dots, the horizontal 
copper tape (2 inches X ^.th), im.iting all the upper terminals, by a 
p^ked line, and the position of the main conductors to earth by 
dotted croBseB. All the gutters are metallically connected with the 
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Fig. 3 gives a general plan (for which we are indited to the 
srchitecte, Messrs. T. C. Hine & Sons) of the castle and grounds, and 
^BO a little section indicative of the precipitous eminence on which the 
castle stands. From these it will be seen that two of tjie main con- 
ductors to earth are carried underground at a depth of about 4 
feet, under the terrace and down the slope and terminate in trellis- 
work, about 14 feet square, of 2^ inches X j^^h copper tape riTetted 
at ereiy intersection. The other earth contact is obtained bj bolting 
the terminal on to the town water-main. The total length of tape 
used in the earth connections was about 500 feet. 

8ANDEES0N & CO. 
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APPENDIX D. 

EEPOET OF THE EEPEB8BNTATIVES 

OV THE 

ROYAL INSTITUTE OF BRITISH ARCHITECTS 

TO THE 

LIGHTNING ROD CONFERENCE. 



The Council of the Royal Institute of British Architects sent 
out upwards of 600 circulars (a copy of which follows this 
Beport) to their Architectural Members requesting information 
as to injury by lightning to any buildings known to them. 

The Council aJ^o requested the same information from their 
Honorary Associates (upwards of 100 in number), who are 
chiefly men eminent in the Scientific, Literary, and Artistic 
world. 

The Council have received up to this date only 35 answers 
from Architects, and 1 from the Uonoiary Associates. 

Of these answers many are to the effect that no case of injury 
has arisen to works under their direction. The remainder ^ve 
33 instances of damage, and enter, in many caaes, very fully mto 
the details of them. 

The instances given may be roughly classified thus : — 

There are 26 of buildings injured where there were no con- 
ductors. 

In 9 of these the lightning did some injury to the chimnevs 
and other exposed parts, and was then conducted safely to the 
ground through the metal gutters and rain water pipes. 

In three other instances the lightning appears, from the 
statement of persons in the building struck, to have dispersed 
an d p assed out by open doors, &c. 

We give no opinion as to this, but the facts are distinctly 
stated. In sevend other cases the lightning passed off in several 
distinct directions and currents. 

There are 6 cases of buildings being injured although pro- 
tected by lightning conductors. In one of them (No. 14) the 
failure is clearly explained by the fact that the lower paji; of 
the conductor had been stolen, leaving only two or three feet of 
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it in the gFOund. The lightning in this case broke throogh a 
wall 4 feet 6 inches thick, at a height of 6 feet from the floor 
to a gas pipe. 

In another case (No. 3) a gable was struck, although close to 
a spire and turret which had a lightning conductor. 

In another (No. 7) the part struck (a chimney) was 64 feet 
away from a tower, in the same bmlding having a lightning 
conductor. 

In No. 24 the conductor was sufficient protection until it 
passed at a sharp bend round some mouldings ; these it injured, 
but did no further damage. 

In two cases (Nos. 21 and 23) the discharge injured some gas 
tubing near it, and set fire to the gas, and oy its means to uie 
building. 

We beg finally to call attention to the drawings attached to 
No. 7 (Mr. Colson, of Winchester), showing the mjury to trees 
130 feet away in a direct line from a spu^ which was destroyed, 
it having no conductor. 

T. HAYTER LEWIS, V.P. 
JOHN WHIOHOORD, V.P. 



OmCULAR. 

Lightning Bod Confesenoe. 
Sib, 

I beg leave to inform you that the Council have 
appointed two of their members to meet delegates from several 
scientific societies in order to confer as to the best methods of 
protecting buildings from lightning ; and in accordance with a 
resolution of that conference I have the honour to forward to 
vou, by the desire of the Council, the questions appended 
below. 

I shall be much obliged if you will return me this paper, with 
apy answer you may be in a position to make to the questions, 
on or before Monday the 20th of January, 1879 ; and 

I remsun. Sir, 

Your faithful servant, 

WILLIAM H. WHITE, 
Secretary. 

9, Conduit Street, Hanovek Street, W. 
19th Decembery 1878. 

Questions. 

1. Have any buildings, in the construction of which you have 
been professionally engaged, or which are otherwise well known 
to you, been struck by lightning ? 
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2. If so, state briefly the damage done to them, describing 
their general plan and construction by sketches or otherwise, 
particularly noting the position of any metal work to roofs, 
pipes, &c. 

3. Were the buildings furnished with lightning conductors ? 
If so, describe them in relation to the following heads : — 

(a). Their materials and dimensions. 

(b). Their attachment to building. 

(c). Their connection with the ground. 

(d). Their upper terminals. 

(e). The height of conductor above chimney or other adjacent 
part of the building. 

(f). If there existed more than one conductor state the 
distance from one another. 

4. What was the distance of the point struck, horizontally 
and vertically from the conductor? 

5. Was any damage done, and if so how much, to the con- 
ductor, and in what manner? 

6. Give particulars as to any trees within a short distance of 
the building struck. 



The replies received to this Circular are too long to 
be printed in full, they have therefore had to be 
epitomised in the following list, and consequently 
cannot be given as separate answers to each ques- 
tion. 

The replies were all numbered consecutively, so 
that the numbers omitted in the list refer to circulars 
returned by members who had no information to give 
on the subject. 



EEPLIES TO OIROULAR. 

2. St. Aubyn, J. P. Week St Mary^ North Cornwall— The tower 
of this church stands on very elevated ground, and has lofty pinnacles, 
three of which have been struck at diSerent times, on each occasion 
one of these pinnacles was shattered, and had to be taken down and 
rebuilt. Some of the stones are held by iron cramps, but no iron 
or other metal spindles. The roof of the tower, as well as that of 
the church, is slate, without spouts, and there are no lightning con- 
ductors to the building. There is open country all round the 
church, and no tree of any size within a mile of the tower 
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The following detailed report was received direct from the 
Bev. G. H. Hopkins, the rector of the parish : — 

AnAeeotml of iheposiiionof the Chwrchof Week St, Mary^ in ihe County 
of Cornwall^ and the ejff^eet of Lightning upon the Pinnacle amd Tower 
when struck for thefowrth time this eewtury on November %th^ 1878. 

Siiuaiion of ihe building. — ^The situation of the church is at the 
northern angle of an eid^ensiye triangular plateau, which towards the 
south is much broken by small valleys and low hills, while the high 
land is for the most part moor, broken in places by cultivated ground 
and small plantations. Within a quarter of a mile from the church, 
on three sides, the ground commences to fall very rapidly to a depth 
of 200 or 250 feet ; it is three miles from, and nearly 500 feet above, 
the sea; to the N.W. lies "Widemouth Bay, one of the very few 
breaks in the diff along the coast of North Cornwall; the entire 
extent of this break is quite a mile-and-a-half ; between the Bay and 
the extremity of the plateau, at which the church is built, the surfitoe 
is broken by low hills, only one of which exceeds 250 feet above the 
sea level, and this exception is separated by one valley from the 
church hill ; half a mile south of the church is the highest ground in 
the parish, but neither this nor any hill for several miles exceeds 
in height the pinnacles of the tower. The elevation of the building 
above the surrounding coimtry can be better understood from a local 
rumour that 28 churches are visible from the battlements of the 
tower, and the average size of a parish attached to each church is 
6000 acres. The highest point of the pinnacle is 90 feet above the 
ground. 

No mines or spring of water beneath it. — ^There is no evidence of 
the existence of any metalliferous lode in the parish, and certainly no 
such attractor of electricity lies beneath the church, nor is there any 
spring of water near the foundations ; but as the sur&ce soil is clay, 
the rain water has no means of flowing away, except over the surface, 
and a few hours of moist weather make the soil like a wet sponge. 

Cirevmstavhces. — The tower was struck at 6.45 a.m. on November 
8th, 1878, the weather having previously been gusty, with sudden 
storms of hail and rain as each heavy cloud came up from the sea : 
many times during the night the downfall of haU was very violent, 
and it was during one of these storms that the single electrical 
discharge took place; the hailstones were considerable, both in 
number and size, when the flash occurred, and they certainly com- 
menced filing before the shock took place. 

Brightness of the flash. — ^The brightness of the lightning was intense, 
and I have been at some trouble to inquire into the effect which 
it had upon those who saw it. I was awake, and the lightning illu- 
minated the room through double chintz curtains and dark-green 
blinds, the windows looking away from the church, and being more 
than a quarter of a mile from it ; during the storm a farmer took 
refuge in a closed cattle shed, 200 yards from the church, and he 
spoke afterwards of his impression that he was surrounded by fire ; 
two farmers going to Camelford fair, were at the time waiting on the 
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road, a mile-and-a-half from the church, and their impression was 
that they were enveloped in flame, and the flame came between them ; 
these experiences were given to me at different times, and were inde- 
pendent evidences of individual opinion. At Holsworthj, eight miles 
away, in a direct line, two ladies were attending their sick mother, 
and the vividness of the lightning obscured the brightness of the light 
of two candles and a paraffin lamp. 

The loudness of the ihtmder, — ^The loudness of the clap of thunder 
was very great ; of course it shook my house ; and a neighbouring 
rector, who lives three miles away, in an adjoining parish, felt the 
effect of the clap to an extent which was very unusiud ; at Camelford, 
lying W.S.W., and distant about twelve miles, with a considerable 
range of hills between, the thunder was not heard ; but two miles 
nearer, and in the same line, it was just heard : this latter station 
being on the summit of the range ; at Holsworthy, lying E.N.E., it 
was heard as an awful peal ; at Kilkhampton, which lies directly JST., 
and separated by a broad broken valley, the thunder was blamed with 
causing colts to break through a fence &om terror, and the distance is 
ten miles. I am unable to give any further account either of the 
distance the thunder was heard, or of the intensity of the light of the 
flash. As the wind was blowing from the west, with a slight bearing 
towards north, the effect of the wind upon the sound is evident. 

Effect upon ike pinnacle. — ^The S.W. pinnacle (A) was struck, and 
apparently the effect of the lightning was not felt upon the two 
uppermost stones, namely a small cross and a truncated cone, which 
supports it at the summit, both of granite. It may be remarked that 
the entire facing of the tower is granite, the interior masonry being 
made up of small stones of different kinds, which exceeds 3 feet in 
thickness, while the blocks of granite which &ce the tower vary from 
10 to 12 inches in thickness, and in some oases are of immense size 
and weight. As soon as the current could reach that part of the 
pinnacle which is made up of courses of separate stones, the mischief 
commenced, and the effect was to force the stones out all round the 
axis of the pinnacle, so that in the same course many of the stones 
were separated by intervals of from 1 to 6 inches ; one great block, 
measuring 2 feet in length, was thrown right out, but fortunately fell 
outside the tower walls, and left a gap in the pinnacle opening to- 
wards that quarter from which the storm came. The entire pinnacle 
was shattered, and all the courses of stones which make it up dis- 
located, as well as the two courses of stones which lie beneath it. 
The fierce rain storms had long ago washed away all the mortar from 
between the stones which compose the outside of the tower, and 
probably every shower wets the interior of the masonry ; and this 
was especially the case at one part where there is a considerable leak 
of drainage from the roof of the tower. 

Iffect upon the tower — ^The course of action of the current was from 
the pinnacle to this leakage, where a stream of water was running 
down the wall and between the granite facing and interior masonry ; 
the downward course of the water was arrested by the belfry light, 
and then has to &11 to the masonry below the window ; just above 
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the window a large block of granite C (outside meaenrement 2 feet bj 
14 inches), waa tbrown out in sucb a way that it bangs like a half- 
open door, the projecting edge being that which lies just below the 
leakage, and standing out about 10 inches from the wall ; across the 
belfry window runs an horizonal iron bar, and at the bottom of the 



window lies an old iron bar ; the stone-work beneath this bar waa 
much knocked about. From that spot the effect of the lightning dis- 
appears, until it reached an immense carved granite block D, which 
lies on the south side of the tower, and very near its south-east 
comer; and a few feet below this the leaden gutter E (through 
which part of the roof drainage is poured to the ground), runs some 
feet down the wall towards the earth, but does not reach the earth by 
13 feet. The immense carved granite block is broken into two almost 
equal parts by a line parallel to its vertical edges, and the two parts are 
separated by quite h^ an inch ; the fracture of the stone is not quite 
straight nor clean, and the parts of the stone do not project beyond 
the surface of the tower. I have been unable to trace the course 
&rther ; it may have passed along 70 feet of leaden gutter, between 
the nave and south aisle (F) to the east end of the church, or gone to 
ground at the base of the tower. Three or four days later, during a 
very high wind, a second stone fell firom the pinnacle ; this same stone 
had be^ partially thrust out on a previous occasion in 186S. Upon 
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examinatioii the pinnacle was found to be in such a precarious con- 
dition that a single blow with a hammer on one BmaJl stone would 
have endangered the whole. 

Previous injuries. — On October 19th, 1843, at 10 p.m., the SJS. 
pinnacle (B) was completely torn down, and two courses of stones just 
beneath it were greatly damaged. The line of action of the current 
was to the north-east edge of the tower, towards the leaden gutter, 
between the nave and north aisle, oyer this it threw out a great block 
of granite ; from that point it passed along the leaden gutter and 
across the roof at the north aisle, to a strong iron bar running vertically 
down the third out of the four north windows; this window was 
considerably damaged, and still bears marks of rough usage ; how it 
happened that two other windows near the tower, and similarly fitted 
up with iron bars, were passed untouched is a mystery ; to some extent 
all the windows in the church were somewhat daoiaged, the frame- 
work being of wood they were much shaken, and partially separated 
firom the masonry. This was probably caused by the effect of the cur- 
rent upon the air in the buildmg : the direction of the damage being 
due to the outward pressure. 

In 1812 the north-east pinnacle was struck, and also some little 
tiAie before 16S8, as there is a stone engraved with that date upon it, 
and the date of the tower is the close of the fifteenth century. 

The dates of these misfortunes have been as follows : — 

About 1688 N.B. pinnacle. 
1812 N.E. pinnacle. 
1843 S.E. pinnacle. 
1865 S.W. pinnacle. 
1878 S.W. pinnacle. 

The north-west pinnacle appears to have escaped, and it stands 
just over the tower stairs. The south-east pinnacle, which was 
struck in 1843, was at that time surmounted by a weathercock. 

There never "has been a lightning conductor to any 'part of the church. 

One word further. I have been the holder of the benefice since the 
autumn of 1876 ; last summer the specifications for the complete 
restoration of the church, at a cost of X2000, were sent to me by the 
architect ; before forwarding the same to the Bishop of the Diocese 
I supplied the omission of a lightning rod in the specification. 

Meteorological Notes. — It is a noteworthy fiu^ that on each occasion 
during this century when a pinnacle has been struck, the season 
has been between November and March, with one electrical discharge 
during the storm. It is also remarkable (an experience founded 
certainly on only two summers, but during that time the rule has 
been invariable) that all round the neighbourhood summer thunder- 
storms may be passing in their usual fitful manner of storm and sun- 
shine, but immediately a summer thunder-storm passes over this 
village there is a complete break in the weather for eight or ten 
days. 

EainfaIl.—lS77 : 49-11 in., 213 wet days ; 1878 : 48-03 in., 212 
wet days. 

o 
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3. Baker, A. J. Bosheniille Church, near Oravaend. — The west 
gsUe of tiie Bondi aisle wae struck 1^ lightning, although dose to 
the tower and spire which were provided with a hghtning (xmdnGtor, 
and leorived no injiuy. 

6. D. Brandon. St. Ann't SoUl, Buxton. — In 1875 a chimney' 
stack was shattered by lightning, the concussion in the flue drove 
fire and smoke into the drawing-room, displaced the mantle-piece, 
and broke many panes of glass. The hotel occupies half a crescent, 
the stack being in the middle of the crescent. The building had no 
lightning conductor, and there were no trees nearer than five or six 
hundred feet. 

7. J. Colion. Twyford Moort, war Winehattr. — Struck by 
lightning in June, 1878. This building ^of which a plan is given) 
was provided vrith one lightning conductor fixed to the tower. The 
upper terminal branched into five points, about four feet above tower 
roof; the conductor, which was |-inch copper wire-rope, was attached 
to the upper part of the tower, with glass insulators, and in the middle 
nuled to the wall through lead flashing, then carried down rain-water 
pipe into cesspit. The point of the building struck by the light- 
lung was distant about siity-four feet horizontally and siiteen feet 
vertically from the upper terminal of the conductor. Damage done 
was very slight, tiles and laths being knocked off, but no sign of 
scorching. The conductor was not injured ; there are no trees near 
the building. 



C Conductor. • Point struck. 

P Baiu-watar pipes attadied to iron gutten, 
7a. St. Jamaf Ohvreh, Witt End, Bantt. — Struck by lightning at 
5 p.m., on June 12th, 1875. The church stands on the top of a hill 
with many trees near, it is built of brick with a lead ridge to roof, 
iron and lead gutters, iron rain-water pipes P, and two iron 
chimneys. The spire is of brick, with stone aisles flxed by iron 
cnunps ; the spire was flnighed by an iron bar at the top, but was not 
provided with a lightning conductor. The damage done to the spire 
was considerable, as shewn in the engraving, making it necessary 
to pull it down, but the tower was not injured. Stones from the 
sfdre weie thrown through the trees at B, which are 126 feet distant 






s 



8__ 

I L 



( 35 ) 



i < 






J 



( 37' ) 

firom the church, cutting off some o£ the boughs. The tree at A was 
untouched*. 

12. jT. Hawkskyt^ Several Steam Chimneys not proyided with 
lightning conductors ; upper portions knocked down, chimney split 
or often skinned by the lightning, «.e., the four and a half inches of 
brickwork taken off; details not given. Now uses Gray's system of 
lightning conductors for such buildings, which is found successfdl. 

13. A. HilU In South Africa houses are generally roofed with 
corrugated iron, and protected from lightning by planting a circle 
of high trees round them. 

14. Q. J. Sine. All Saints^ Chwrch^ Nottingham, — Struck about 
twelve years ago ; tower and spire 150 feet high, with one conductor 
of half-inch copper wire-rope, with platinum terminal, and secured 
by insulated brackets, but earth contact only two feet long at time of 
accident the rest having been stolen^ The Lightning passed down the 
conductor till within six feet from the ground, where it passed through 
a wall of solid masonry four feet six inches thick, displacing some of 
the stones, to an inch-iron gas pipe inside the church. In passing off 
along the gas pipes under the floor, it so far disarranged them as to 
cause a considerable leakage of gas, which was set fire to by a candle 
some hours after the accident and exploded. There were no trees, 
only a few shrubs near. 

16. J. Jerman, Alphington Churchy near Exeter, — ^Tower struck 
about March, 1828 ; the church liad no lightning conductor. The 
tower was rent through the masonry vertically, damaging parapet and 
ungearing and injuring bells, which were being rung at the time ; one 
ringer was killed, and some of the others had the heel-plates melted 
off their boots. There are few trees of any size near the tower, which 
surmounts all adjacent buildings ; it had pinnacles and a weather- 
cock on the top, and a lead roof with spouts, no down pipe. Very 
few casualties from lightning occur in Devonshire. 

18. E, J. Law, — The tower, surmounted by a cast iron vane, of a 
house built under my superintendence, was struck ; the slates stripped 
firom the roof, and the charge apparently escaped down the rain- 
water pipe ; it divided, however, and passed to an adjoining ridge, 
chipped a piece off the iron cresting anj hurled it some twenty yards 
from the building. Lightning conductor ordered, but not erected ; 
cast iron ridges to all the roofs. Large infirmary within two hundred 
yards and high church tower within three hundred yards, and houses 
nearer, of equal height to the one struck, and with cast iron crestings, 
none of these were injured. 

18a. St. Sepulchres Chwrch^ Northampton, — Vane on top of spire 
struck by lightning, passed down the rod, then to frame of one of the 
spire windows^ and thence to clock fiu;e, from dock face it passed down 
the gas pipe, leaving no further trace. 

19. T. Hayter Lewis. Lewisham^ 1872. — ^Zinc chimney of house 
struck; lightning went down flue A, thence to a gasalier (glass) B, 
broke it to pieces and passed harmlessly to the other end of the house 
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where the pipe ended at C, broke tjirongh a partition there and the 
window D, and passed dawn the rain-water pipe E to the eatth. 



19a. WandnooriK, 1875. — Chimney of honae struck Mid damaged 
SB shown in aketoh, li^tning then paeaed along eares ^tter Y, and 
down the iron wat«r-pipe G, doing no fiirtier injury. 



FLAM AND KLJCVATION. PI»U(. 

19i. Addiaeombe, 1878. — Chimney struck above H, the lightning 
passed down flue, slightly injured the chimney-piecee, and apparently 
pasaed through the two open doors to the rood, as the tenant atand- 
uig at J diatinctly felt a shock. 

19c. Forest Hill. — Chimney (K) struck, lightning foUowiid gutters 
shown by dotted line in sketeh, part no doubt escaped by pipe X, bat 
aome paased along gutter to M doing alight injury to brickwork there, 
the window N was broken, and the gilt bead under cornice in rooms 
K and was blackened. 



rum AND blbvahoh. 

I9d. Univertity College, London. — A chimney has been struck on two 

occaai<ma, but little damage done ; the lightning passed oS by gutters 
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and rain pipes which enter the drains ; the top of the dome, which is 
of stone, has escaped. 

21. J. Mwrgatrmfd. 8t. Mary% CrtmpsaUy near Mandheater, — A 
lightning conductor from spire touched the eaves gutter, and a gas 
pipe touched the end of this gutter. The lightning passed from &e 
conductor along the gutter to the gas pipe, melted it, and set the 
church on fire by igniting the gas. 

22. T, Oliver, — ^Never had a building damaged during thirty years 
practice ; uses i inch copper rope for lightning conductors, in contact 
with any iron work near, and buried 8 feet in ground in ashes. 

23. Wyatt Papworih. — Tall ppire struck. The church stands in 
an open position with no large trees near. It was provided with 
an iron lightning conductor | in. diam., fixed with iron holdfasts, and 
carried down inside the spire and tower into ground ; the top of it 
was said to be attached to a bold copper finial on the spire about 150 
feet from the ground, and 50 feet above ridge of roof ; the lightning is 
supposed to have first struck the finial, it slightly deranged some beds 
of masonry in upper part of spire, then descended by iron rod to belfry, 
melted a gas tube in the floor, and set fire to the belfry by igniting 
the gas. 

23a. House in country road. The lightning struck chimney-pot, 
descended flue to fire-grate and there divided, one part passed to 
fire-grate below and damaged the gasalier, another part destroyed a 
box of clothes near grate, then passed out of door into another room, 
struck the grate and passed into room below doing no further damage. 

235. Another house situated at the comer of country road with high 
trees near, lightning followed bell wires, stripping paper, &c. 

23c. At a third house, chimney pot struck, shaft and eaves gutters 
damaged. 

24. J, L. Pearson, — ^Weathercock of a tall spire in an exposed 
situation struck. — There was a wire rope conductor attached to the 
bar carrying the vane and passing down inside the spire and out at 
the belfry window, the bells being connected with it ; it was attached 
to the tower by ordinary metal hooks, and was carried 6 or 8 feet into 
the ground, and about 10 feet from the base of the tower, the strands 
being spread out. The conductor was bent about very awkwardly 
under copings, and in some places, at right angles, i^e damage was 
very slight, and was limited to projections of mouldings close to a 
b^d in the conductor about 20 feet above ground. The conductor 
itself was uninjured. Some insignificant trees 100 yards distant. 

2Q. E. C. Bohins. JSt, Maiihias^s Churchy BrixUm^ — ^No conductor, 
although the church had previously been struck. I have now put 
one up, leading its lower end into a cistern of water. The portland 
stone terminal cross was shattered, and the stones of the cornice 
of the two topmost stages were displaced. 

28 H. 8. 8nell, The Holbom Union Infirmary^ Upper Holhway^ 
in eouree of erection. — Conductor not fixed. Apex of tower roof, 1^ 
feet from ground, having only roof timbers, some lead-work A at apex, 
and vane ^ded iron) fixed. The damage commenced just below lead- 
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work on ^»ez, uid tliree oat of four hips were much torn and shattered, 
necessitatiiig takmg down and rebuilding ; the hips were each framed 
in three sections, bolt«d together with iron bolts, and in nearlj every 
case the bolts seem to have spfeciallr atlra«;t«d the fluid causing slight 
charring. One of the dormer windows B was also separated from the 
spire. The fluid appeared eventually to hare been attracted by the 
water-pipes, which rise to top story of building, and so passed away. 
It will be noted as peculiar that the iron vane was not touched, and 
that ihe damage commenced immediately below it, [The damage 
evidently occurred only where the conducting materials were absent, 
the iron vane and the lead would naturally b^r no trace of injury. — 
^.] No trees nearer than 160 feet, and these much below the top 
of tower. 



32. J. B. M. Withers. Detached house, near Sheffield, in course of 
construction. — Ko conductor ; the top of a chimney fifty-two feet sis 
inches above the ground was struck and deranged but not thrown 
down. The nearest ironwork was an ordinary cast gutter, twenty 
feet from the top of the chimney. So trees within sixty yards of 
tiie building. 

34. 0. Wroftala/ (Col. B.E.). Chimney shaft o£ a laundry at the 
Barracks at Graveeend. — No conductor. The chimney shaft, forty 
feet high, was entirely destroyed by a heavy charge of electricity as 
low down as the eaves of the building — at this point iron gattfirs 
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went Fotmd the building and outaide the chimney shaft, and the 
charge passed hannleBsIy away to the earth by the rain water pipes F. 
Not a brick was left in place above uid not one disturbed below the 
gutter ; the shaft appeared as if cut oS by a knife at this point. No 
trees within 100 or 150 yards. The dismptire force was so great 
that the bricks were scattered otot a radius of 200 feet, and the slate 
roof was riddled like a colander by the brickbats. 



BLSTATIOH AND FLAN. 

36. E. If. OHfton. Biihtal Cfreea — A four-roomed house, one of 
a row, with a V shaped roof, was cut in two by lightning ; a fissure 
was made in the front and back walls, and also in the middle plaster 
partition. The fluid entered the house between the front windows 
and passed through the petition and back wall, rather to the side 
of an iron pipe at the back which was the only metal near. No trees- 
in the neignbonrhood. 
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APPENDIX E. 



PAETICULAES OF ACCIDENTS BY LIGHTNING COL- 
LECTED IN THE TEAES 1867, 1868 AND 1869 BY MB. 
SYMONS, AND EEPOET UPON THE SAME BY PEOF. 
W. E. AYETON. 

Selected accidenU. 

I. 

About a quarter past ten p.in. on Aug. 14, 1867, an oocurrence took 

?Iace at the Brick-lane station of the Chartered Gas Company, St. 
iuke's, which caused some alarm. It appears that the lightnmg struck 
one of the iron columns which supported one side of a gasometer, or 
gas holder, situate on the right hand side of the yard. Owing to the 
column having been thus struck by lightning, the gas, comprising 
many hundred thousand feet, became ignit^. Fortunately, the 
services of the firemen were not required, for, owing to the admirable 
directions given by Mr. Upward, the superintendent of the works, and 
the exertions of the men under him, the flames were subdued in a 
comparatively short period. Fortunately no person was injured, and 
no damage was done to any of the surrounding property. 

n. 

At half-past eleven on Aug. 14, 1867, there was a terriflo discharge 
of lightning, by which the south-east pinnacle of St. Michael's Churoh, 
Stamford, was instantaneously struck down. The Church of St. 
Michael is a modem structure, erected in 1832. It is situate in the 
centre of the town. The south-east pinnacle, which received the 
ekctric flnid, was compoaed of a mm> of masoniy, weighing about 
fifteen hundred weight ; the iron clamps or ties by which the work 
was bound together served as partial conductors. At every break in 
their arrangement a series of disruptive discharges of the electric fluid 
took place in lateral directions, driving out large masses of the stone- 
work, spreading them over the roof of the nave and churchyard, doing 
considerable damage to the roofing and tombstones. The effect of the 
fluid when it reached the base of the pinnacle, from not meeting with 
a ready conducting medium, was to uplift the whole mass imparting 
to it at the same l^e a kind of circular motion to the southwwl, the 
apex of the pinnacle falling in a line with its original base ; and the 
base having teiversed about the eighth part of the circle, fell into the 
roof of the tower. Immediately at the base of the pinnacle there is a 
three-inch iron spout or tube erected to convey the water from tibe 
tower roof. This iron tube the electric fluid entered, and, finding 
through it an unopposed channel, passed down the tower, and finally 
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into fihe earth, without doing more damage. The iron tube or spouting 
in this instance, and by mere accident, acted the part of a lightning 
conductor, and served to protect the other parts of the tower from 
most serious injury, if not entire destruction. 

m. 

At Walthamstow, at 7.30 ajn., on June 5th, 1858, the flag staflT 
of the church was shivered, the gutters were torn up, the robing 
room and various parts of the exterior injured, and the gas pipes 
torn open. 

TV. 

Effects of lightning on a chimney stalk 240 feet high* — Facts collected 
bj Alexander Cruickshank, 28th June, 1859 : 

During the thunder storm at Aberdeen, between 8 and 9 a.m., 26th 
June, 1859, the lightning struck Messrs. Richard & Go's chimney, 
240 feet high, at Bubislaw, Bleachfield, one mile west of the dty. 
At the height of 120 to 140 feet three patehes of sur&ce bricks were 
torn off. By the aid of a telescope and knowing the size of the bricks 
and the thickness of the mortar between them, the two largest patehes 
of denuded bricks were 7 feet by 3 feet and 4| feet by 3 feet — the 
longest measiuremente are vertical. These patehes were visible to the 
naked eye at least two miles off. The parte denuded were 4| inches 
thick, or the breadth of a brick when placed with ite largest surface 
horizontal and ite sides external and internal. Every fourth layer, 
however, of the bricks have their ends placed external and internal 
with repect to the axis of the chimney, and these bricks are broken 
across at the depth of ^ inches, or midway between their internal and 
external ends, the latter being at the sur&ce of the chimney. Thus 
three-fourths of the bricks of the denuded patehes were torn off 
through the lime seam parallel to the surface of the chimney^ while a 
fourth of the number has been broken across in the same vertical 
plane. Another portion of the surface bricks, 10 feet (vertical) by 3 
feet, has not been entirely detached from the side of the diimney but 
forms a bulging of 1 foot at ite greatest projection, and is visible in 
profile half a mile off. The lightning on striking the chimney appeared 
like a cricket ball, of the brightness of iron at a white heat. This 
instantaneously passed into a bluish flame a little darker than that 
of common salt when thrown on the fire. A momentary fiicker and 
a hard crack were perceived. The lightning seems to have struck the 
chimney 20 feet above the uttermost denuded patch at a small abraded 
spot occupying a few bricks, and reddish when seen from the ground. 
The chimney has no lightning conductor and the damage done has 
not affected ite stebility and £ttught. 

Additional remarks^ by Alexander D. Milne, chemist, of Bubislaw 
Works. 6th December, 1859.— Half the lower bulging part, where 
the force of the electric fluid seems to have become diflused or spent, 
fell during the gale of 3rd and 4th December. The 3rd inst. had 
been frosiy, followed by thaw, rain, and wind from S.W. The part 
newly exposed is 10 feet in vertical height and 2 feet across, and the 
first mortar joint forms also the plane of separation, the radial bricks 
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l)emg oat right across. The lower edge of the patch is 100 feet 
from the ground, and the four patches extend upwards in an irregular 
line for 40 feet, not verticallj, but in a spiral of about one-third 
roimd the circumference of the chimney. The abraded spot through 
which the fluid seems to have penetrated is 20 feet farther up in the 
same oblique direction. It seems to be about 6 inches in diameter, 
and the part appears as if broken by a hammer firom the outside, 
instead of being forced out from within, as in the denuded parts 
below. We may form a conception of the immense disruptiye force 
exercised, thus : 105 bricks are torn off, area of each 14|ths square 
inches ; total area, 1562 square inches. Force or dead weight 
required to tear asunder : 1 square inch of brick has been found to 
be 300 lbs. Total disruptive force 468,600 lbs., or 209 tons, and this 
on the bricks cut across alone. In addition we have a mortar joint 
three times the above area, which at a moderate estimate of one-third 
the strength, or 100 lbs. per square inch, gives 209 tons more, or 418 
tons in all, the approximate dead weight required to tear off what has 
fiJlen. Allowing for what is damaged but has not fallen, the electric 
fluid must have had a momentary disruptive force of 500 tons. 

V. 

Gloucester^ July 2nd^ 1859. — ^Two clumps of objects were struck, 
two elm trees in the Spa walks and Bycrofb Chapel — with the adjoining 
elm. This shows the lightning to have been forked, as they were both 
struck at the same time, and there was a double explosion of thunder; 
the extremities of the fork were 1480 feet from each other. The trees 
in the Spa standing close to each other were stripped from a great 
height, of six or seven inches width of bark, which, with the branches, 
was screwed to the distance of several yards. The elm at California 
had a large bough struck off ; the lightning then ran along another 
branch, struck the stone edging of the roof of the chapel, scorching 
the end of the bough and chipping great pieces off the stone ; it then 
ran along the metallic gutter to the end of the roof near the school- 
room, where it descended the iron spouting to the ground, bursting 
the spouting at the joints, where it was a quarter of an inch thick, 
and in one place knocked a hole in the wall ten inches deep, as if 
some superior conductor had attracted it inside. 

VI. 

I delayed answering your note until I could give you a correct 
description of the damage done to the chimney by examination from 
the scaffolding (which we were erecting at the time of its receipt.) 

The chimney is a portion of some additions made to my manure 
works only last November. It was struck during a fearful thunder- 
storm on Tuesday the 19th of July, about three o'clock in the after- 
noon. The elecbic fluid detached about one-third of the topmost 
stonework, which fell with great violence through the roof of the 
buildings below ; it then displaced and passed through the joints of 
the remaiader of the stonework to the brick shaft. This octagonal 
brick shaft it split and shattered in all directions on three of its sides, 
for a space of about twenty-five feet, completely detaching portions of 
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the brickwork several feet in length, both inside and out; after which 
it split the remainder of the sh^ asunder in a straight line through 
a further space of about fifteen feet to the stone base. This stone 
base it also displaced (passing through the joinings,) and through 
seven feet more solid brickwork, to an open ventilator placed under 
the roof of a building at the foot of the chmney. 

Through the ventilator a portion of the electric fluid seems to have 
escaped nrom the chimney into the interior of a large warehouse, some 
of the main timbers of the roof of which it has split and shattered 
very much. A portion only of the fluid seems to have escaped in this 
way, as the chimney is spHt below the ventilator for a further space 
of about ten feet. 

Several persons were at work in the warehouse at the time, none of 
whom were injured in any way (although they felt benumbed.) Two 
strong horses standing in a cart were, however, struck down by the 
lightning on its escape from the warehouse. 

The greater portion of the chimney must come down ; in fact, we 

are now taking it down. 

JOHN STEBBDOIB. 

Driffield, Av^n^ Sih, 1859. 

P.S. — In the construction of the chimney, hoop iron was imbedded 
in the body of the brickwork every five or six courses, to bind it 
together ; and this, I think, prevented the whole of the upper shaft 
from being thrown down, although in many pkces the iron has been 
completely fused. The total height of the chimney was 85 feet. 



Extract from Mr. Symona^a report on Thunderstorms in 1857-58 

and 1859. 

[Bead at the Oxford Meeting of the British Association, I860.] 

Lightning Conductors, — ^No building provided with a conductor is 
recorded to have been injured during the three years ; in a few cases 
bars or pipes of metal acted as such, so far as they extended. The 
first instance was at Wibsey School, where the ch^ge, which killed 
one boy and injured eight others, had passed safely down an iron 
pendant from the roof —in fact, an iron rod of^ I believe, small dia- 
meter. 

In the case of a house in Camden Square, the charge which over- 
turned one end of a stack of chimneys, passed safely down the iron 
waterpipe at the back of the house. 

The flash which injured Byecroft Chapel, Gloucester, first struck 
an elm-tree close to the chapel and broke off a large bough, it then 
darted to the roof, ran along the metallic gutter to the end of the 
roof, where it descended the iron spouting to the ground, bursting the 
spouting at the joints, where it was a quarter of an inch thick, and in 
one place knocked a hole in the wall ten inches deep, as if some 
superior conductor had attracted it inside. 

I presume few persons will now oppose the results obtained by the 
elaborate investi^tions of Sir W. Snow Harris, either as to the 
uiilUy of conductors, or their best form and distribution. These 
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points being admitted, it remains to ascertain why they are not more 
generally used — why, in short, the accidents I have enumerated (with, 
perhaps, as many more of which I have not heard) are allowed to 
oocm^ — that they are preventible there is no reasonable doubt. I 
beliere that the reason that conductors are so comparatiyely seldom 
used may be expressed by one word— expense ; a remark made by 
Professor W. Thomson, at the Aberdeen meeting, was a strong 
illustration of this point, '' If I urge our manufacturers to put up 
lightning conductors they say, 'It is cheaper to insure than to put 
np conductors.'" 

But as no insurance nor ought else can compensate for loss of life, 
it becomes important to consider if any cheap and effectual substitute 
for a regular conductor can be found. 

One plan for effecting this, as &r as private dwellings are con- 
cerned, is that of connecting the lead gutters of the roof with the rain 
water pipe, and with a rod projecting a few feet above the chimneys ; 
it is obvious that both gutters and pipe would derive additional con- 
ducting power from the water which (at such times as the conductor 
is required) is usually flowing along them. 

I am not sufficiently acquainted with the laws of electric action to 
offer an opinion on this plan ; as far as my own limited experience 
goes, I thmk it would be decidedly better than the entire neglect which 
now so largely prevails, for it would probably induce the shock to 
pass down the outside of the house instead of down f^e chimney 
inside, which has hitherto been its most frequent course. 

I much wish that those who have turned their attention to electric 
action would express a decided opinion on the matter. In one of the 
foregoing cases the iron pipe was perfectly competent and effectual in 
conveying the charge ; ana in the other the damage (limited, be it 
remembered, to bnrstiag the joints) doubtless arose from the inter- 
vention of the lead between the two lengths of pipe— considering the 
somewhat low conducting power of the lead, such a result might 
almost have been anticipated. 

Kind of Trees Strwh, — ^In sixteen cases the class of tree struck has 
been mentioned ; of these one-third were elms. The next in order 
of this unenviable distinction are the oak, ash, and poplar ; instances 
also occurred of the crab, the lime, and the willow being injured by 
lighiaiing. 

It is satis&ctory to find that as fisir as so short a series is competent, 
it corroborates previous opinions on the subject. I may perhaps be 
permitted to quote one of the earliest with which I am acquainted. 
In the year 1787 Mr. Hugh Maxwell wrote to the American Academy 
that he thought he might state from his own experience that the elm, 
chesnut, oak, and pine, are ofie$i ; ash rcwely ; and beech, birch, and 
maple never struck. 

A communication with which I have been favoured hy Mr. Ingram, 
of Belvoir Gastle, bears closely on this subject, and is, I think, worthy 
of consideration. He says, " I filed your letter, resolving to keep a 
sharp look out in my rides about the neighbourhood ror all the 
thunder-blasted trees. It is of course difficult to obtain perfectly 
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accurate information, because trees are taken away after their destruo- 
tion ; but I have ascertained that within the area of Groxton Park, 
twenty per cent, of the trees (oaks) have been struck by lightning, 
The park is situated on high ground ; the substratum is rock (lime- 
stone), which has more or less iron in it. The oaks, where the soil is 
strongly ferruginous, are useless as timber trees ; the wood, when 
sawn, splits and rives in every direction, possibly from the quantity 
of iron. 



The accounts given In the notes supplied to me by 
Mr. Symons are of great interest, but as the ma- 
jority of the buildings struck bad no lightning rods 
the details of the destructions do not bear immediately 
on the oy ect of our Conference. There are, however, 
some few facts which may probably be of interest. 



1. Damp air although not a conductor for ordinary electricity 
(see the writings of Sir Wm. Thomson) may be a conductor for 
lightning : — 

For there are many instances of sheep and horses being 
killed in open fields. This may have been due to the sheep 
collecting together in a flock, and the air above them becoming 
moist from die perspiration arising from the flock. 

2. — Certain coincidences of earthquake waves and atmospheric 
electrical storms have been observed. — ^The following may, perhaps, 
be one : — 

June 5th, 1858. — ^During thunderstorm at PegweU Bay the 
water in the Bay, the tide being then about two hours past 
flood, suddenly receded about 200 yards, and returned to its 
former position within the space of about twenty minutes. 

3. — Open doors allow lightning to pass through 

August 12tli, 1858, Bedford. — ^The lightning passed through 
five open doors in its way from a chimney, which was originally 
struck, to an open window, by which it went out, all the doors 
being on the ground floor. 

4. Difficulty of making lightning conductors to protect buildings. 

August 18th, 1858. Neighbourhood of Norwich — A boy 
riding on a pony escaped unhurt, while the pony was killed by 
lightning. 

St. Peter^s Church, Brighton. — ^The tower was provided with 
a lightning conductor, but it was only carried up one of the 
pinnacles, nence one of the other pinnacles of the tower was 
struck — tiie distance between the pinnacles being scarcely ten 
feet. 
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Sometimes trees are strack in the middle, and not at the top. 

New Kent Road. — ^While a man was sawing wood, the light- 
ning entered by the window, strack the blade of the saw, burnt 
the handle, but did not injure the man. 

5. A small body perfectly insukUed from the ground is not safe 
from lightning. 

October 11th, 1858. Elilham, Yorkshire. — ^Two sea gulls, 
while flying, were killed by lightning. 

6. Advantages of lightning conductors. 

Daring 1857,-58,-59 almost the whole of the buildings re- 
ported as damaged by lightning were unprovided with lightning 
conductors. Among those struck but not damaged were builf 
ings on which metal bars or pipes acted as conductors as far as 
they went, proved by the lightning having burst the metallic 
spouting at the joints. 

7. Expense of Conductors. 

Sir W. Snow Harris' rule : — 

Copper solid 0*5 in. in diameter 

tube 1*5 „ „ \ in. thick. 

Iron solid 0*75 „ „ 

tube 2*00 „ „ „ 

Minimum cost one shilling per foot, not including cost of car- 
riage and fixing. 

Sir William Thomson, at the meeting of the British Associa- 
tion at Aberdeen^ said ^' If I urge on Glasgow manufacturers 
to put up lightning conductors they say it is cheaper to insure 
than to do so." 

This shows the importance of economy in the construction 
of conductors, and consequently of the determination of the least 
expensive conductor, which will be safe for any special building. 
One of the most important points to determine, it appears to 
me, is whether an electric current, when the electro motive 
force is very high, passes along the surface or through the body 
of a conductor, since on the result of this must depend whether 
we give a lightning conductor large surface, or large sectional 
area — ^in fact, whether a tube of large diameter, but with com- 
paratively thin walls, is better than a solid rod of much smaller 
diameter. 

In the May number for this year of the Philosophical Maga- 
zine, there appeared an interesting article, by the late Mr. 
Brough, " On the proper Relative Sectional Areas for Copper 
and Con Lightning Rods," in which Mr. Brough arrived at the 

D 
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resnlt that the sectional area of an iron rod conductor should be 
to the secnonai area of a copper rod in the ratio of 8 to 3 ; from 
which he concludes that an iron rod will be the cheaper con- 
ductor. But this result is obtained on the assumption that the 
resistance of rods of the same len^h, and of the same material 
for lightning, are inversely as their sectional areas, a result 
about which I think there may well be doubt. 

W. E. AYRTON, 
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APPENDIX F. 

ABSTRACTS OF PRINTED DOCUMENTS. 



FRENCH OFFICIAL PUBLICATIONS. 

Preliminary Note, 

In 1784, the attention of the French Government having 
been directed to the desirabiKty of protecting the powder maga- 
zines of the kingdom from damage by lightning by the employ- 
ment of conductors, a svstem oi construction was proposed by 
two oflScers of the Engineers and Artilleiy. This system was 
referred by the Minister of War to the Academy of Sciences 
for consideration and report. From time to time subsequently 
other proposals of a like nature, and other inventions and improve- 
ments in the construction of lightning rods were considered by 
the Academy, and reported upon by various Committees. 

At the request of tne Conference, I have endeavoured, in the 
following pages, to give in as condensed a form as possible an 
accurate aostract of their contents, and to avoid, in all cases, 
the expression of any opinion, either adverse or concurrent, upon 
the pnnciples or suggestions contained in them, 

E. E* DYMOND> 



REPORT made to the ACADEMY OP SCIENCES,, by Pbankldt, 
Leboy, Coulomb, db la Flaob, and Eoghon^ 

24ih April, 1784, 

Certain proposals for erecting lightning rods for protecting the 
powder magazines at Marseilles having been submitted to the Academy 
for their opinion, a committee, consisting of the. above-named, was 
appointed to examine and report. 

They begin by enunciating the theory which should regulate the 
erection of conductors, and they lay down the following rules ;— 

1, The extent of the building should first be ascertained to decide 
whether one or more conductors should be used. Electrical experi- 
ments had not yet made known anything of the extent to which the 
action of the point of the conductor reached. But since buildings 
had been supplied with conductors many observations had shown that 
those parts of them which were more than 46 feet French (48 English) 
from the point of the conductor had been struck by lightning. 

2. When there are many points or arrows on the building they 
should be connected together and also connected with all parts of 
the roof which are covered with lead, and also connected with the 
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weathercocks or ornamental metal points so as to form one metallic 
system with the conducting bars. 

3. It is not less important that these bars should be thoroughly 
joined together ; for a solution of continuity in them produces a resist- 
ance to the passage of the electricity according to the extent of their 
separation. 

4. It is necessary that the bars should communicate thoroughly with 
moist earth or, better still, with water. 

As to the hekht of the points they should be at least 12 or 15 feet 
13 to 16 feet xhiglish), or even more if the building is a large one. 
!t is certain that the higher they are the wider the extent of their 
action. They should be 2 inches (2*2 English) square at the base 
and greater in proportion as their height exceeds 15 feet (16 English). 
If the conducting bars are 8 or 10 lines (or, say 1 inch) square, it 
will be more thiui enough. No case had occurred in which iron bars 
of this size had been in any way damaged or altered by the passage of 
lightning. 

The reporters then proceed to examine the two proposals for pro- 
tecting the powder magazines at Marseilles, sent in by M. Eayef de 
Fuy Contal and M. Fierron. They were both for the same building 
which was 31 toises long and 8 toises wide (about 198 by 51 English 
feet). The first provided for the erection of three points on the ridge 
of the roof, and of four others, one at each angle oi the building ; the 
second had also three points on the ridge, but the other four were 
alternated on the two sides of the roof, and iron bars were carried 
ail along and connected with all the points. The manner in which 
the terminals were fastened to the roof and the conducting bars 
fastened together and led to the water was the same in each proposal. 
The reporters remark concerning the second that the conducting 
bars laid horizontally along the roof would inyolye a great and un- 
necessary expense, but the points should be retained, only instead of 
placing them alternately they should be set up so that each of them 
was half way between the middle and the end of the roof, and instead 
of connecting these points by bars along the length of the roof, they 
should be connected with the one connecting the three points on the 
ridge by bars joining it perpendicularly. 

As to the method proposed for joining the several parts together 
the reporters cannot help thinking that in their desire to make 
thoroughly good connections MAi. Fierron and de Bavel had pro^ 
posed a plan involving too much difficulty and superfluous expense 
[It seems to have been proposed to screw the bars into each other], 
and they recommend instead of this to make at the base of each point, 
immediately above its insertion into the roof, a circular flange about 
2 inches in diameter and 2 lines thick, with a hole half an inch in 
diameter in the middle and at the ends of each conducting bar to make 
a similar flange and to bolt the flanges together with a sheet of lead 
between them. Crutches should be fixed on the roof to carry the con- 
ducting bars. The points should be fixed three on the ridge and two 
on each side of the roof half way between the point in the middle and 
that at each end. These four should be connected with the conduct- 
ing rods running along the ridge and should overtop the ridge by at 
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least 6 feet (6 feet 5 inches English). By this arrangement all parts 
of the roof would be well protected. 

The reporters highly approve of the way in which the conducting 
bars are connected with water by being led into the sea, but if at the 
other end of the building there is sufficient earth on the surface, and 
the soil is not entirely rock the conductor from the point placed at 
that end might be led into it. It is recommended that the points of 
copper should be screwed to the terminals for convenience of removal 
when necessary. 



BEPOET made to the NATIONAL INSTITUTE, ht/ Lbbot, La. 
Plage, and Gottlomb, on a lAghtning Rod for Powder Magazines 
proposed by EsaNiEB. 

6 Nivosey Tear 8 (23r(? December, 1789.) 

The reporters think it desirable to make some general observations 
on lightning rods, the rather that it appears that some persons have 
had fears as to the certainty of their enect. 

It is impossible to reject the theory upon which Franklin had 

Proceeded in providing lightning rods for the purpose of protecting 
uildings from damage by lightning. Still, as the theory needed to l» 
confirmed by facts, it might at first have been doubted whether the 
lightning rods were really effectual ; but now that observation and 
experiment had proved the truth of the theory there was no longer 
any room to question their utility. It may even be remarked that 
observations had not only proved that they were effective when well 
constructed, but that they conducted the lightning down without 
accidents, even when they had some defects, which might have caused 
one to doubt their efficacy. The defects alluded to were a blunted 
point and a break in the continuity of the conductor. With reference 
to these two cases observations have shown — 1st. That although the 
points have been blunted, they still attract the lightning from the clouds 
to themselves in preference to the surrounding objects. 2nd. That al- 
though the several parts of the conductor are not thoroughly joined 
together, the lightning will still, if the break be not too considerable, 
pass along the conductor without accident. 

In support of the first proposition they quote the observations of 
Doctor Eittenhouse, of Philadelphia, who had examined several of the 
points in that city, and had found them melted, showing clearly that 
they had been sizuck by lightning, and probably more than once, as 
it had been shown by many observations that where, from local 
circumstances (not then folly ascertained,) lightning had struck in 
certain places or on certain bmldings, it was not uncommon to see it 
strike again; and a number of observations of a different sort had 
shown that lightning was attracted by metals on buildings even when 
they were but slightly pointed, such as tin weather-cocks, or iron 
<;rosses, and even plain sheets of iron. 

One of the most striking examples in support of the second pro- 
position, was- the case of an American ship, reported in the Phil. Trans, 
for 1770. During the night, in the midst of a storm, the crew 
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reported tbat there W&a a itream of fire in the rigging, juat above th4 
middle of the lightning conductor. The captain aaw a stream of fire^ 
Sometimes in Sparks, and sometimea only a steady light; and on 
examining the conductor next morning, found that one of the links of 
ita chain was broken. Fortunately the two pieces, being kept in 
place by the fastening to the shronda, were only about three quarters 
of an inoh apart. These two broken ends formed a sort of pointa, and 
on ita passage between them the ligbtoing had become visible. But 
thia waa all; no shock was felt, nor anything which caused any 
suspicion that the fracture of the conductor had in any way hindered 
the paasage of the lightning. Franklin also had shown by experiment 
that in A lightning rod where the upper end was only connected with 
the part entering the ground by a very fine brass wire, although the 
wire was melted by the passage of the lightning, it still was con- 
ducted from top to bottom without any damage to the house ; and in 
other instances metallic wires, though partly melted by the lightning, 
had still served as conductors. Sut it is not contended from these 
examples that a very exact and contiuuous connection of all the 
different parta should be dispensed with. 

The lightning rod proposed by Begnier consisted of a piece of wood, 
coated with resin, rising 2 metres (6 feet 7 inches) above the roof, and 
having fixed on it« top a sort of inverted funnel of copper, at the 
upper end of which was fixed the point. To the lower edge of the 
funnel were fastened ropes formed of twenty-seven annealed iron wires 
well bound together, which were, at a suitable distance, connected 
with iron bars, fastened to masts, and leading to moist earth. The 
point had a small piece of platinum at its upper end. 



The reporters observe that the wooden support may be employed by 
way of extra precaution, though there was no knowTi instance <h 
lightning leaving metal for wood ; but it should be strong enough to 
resist the wind. They approve of the method proposed for connecting 
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the point with the metal bars, metallia ropes being very auitable for 
this purpoM, oad keeping them well awaj nom the bulling was quite 
right ; but thej add that the metallic bars should not only commum- 
cattj with moiat earth, but also with water in wells or otherwise. 



INSTEXJCTIONS fob aBiOTDra LiaHTtmrs Eoi» Foa Powdbb 
MAeAznraa, adopted by Uu iFoBnriOATiOHB GouiarrxB, 

25(A Avgwt. 1807. 

A lightning rod is an electrical conductor terminating in a point 

and carried down to the common receiver. It may be regarded as a 

metallic tree, and divided into (1) the upper terminal, (2) the trunk, 

and (3) the roots. 

1. The upper tanninal is a very pointed, conical or pyramidal 
spike of metal having a base 3 or 4 centimetres (1^ inches) in radius. 
The point is of gold or platinum, soldered to a copper rod 1 or 2' 
metres long (3 feet S inches to 6 feet 7 inches). This rod is joined 
to the rest of the upper terminal, which la of iron, either by solder, a 
acreW) or a pin. It is important that fdl the porta of the nppsr 
terminal abould be joined with care eo aa to prevent fracture ; at tli« 
bottom of the termmal are aeversi feet by which it can be leaded to 
the vault or boltod to the framing of the roof. Several devices for 
giving some play to the t«rmiiial so as to diminish the efiect of vibra* 
tion have been proposed, but it is better to make the terminal strong 
enough to resist. At the bottom of the terminal is joined the piece 
connecting with the conductor ; this ought to be very complete and 
continuous, eapeciallj at the point of junction with the terminal. 
Frequently the terminal is enlarged at this point to facilitate the 
passage oi the lightning. To preserve the terminal from rust it ia 
somelames gilded— it has been proposed to tin it — more frequently it 
ia merely painted; experience shows that this ia suffident. Instead 
of mffH"g the whole terminal conical or pyramidal, a square bar of 
iron, finished with a point of copper tipped with gold oj platinum, is 
sometimes used. This plan may usually be adopted without danger, 
but they are more liable to be tnvken or bent by vibration. 
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2. The trunk or conductor is made of iron bars 13 to 20 milli- 
metres square (J to j inch) notched at the ends and bolted together 
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with a plate of lead between the two (Fig. 1). For powder magaziiies 
a bar of 27 miUimetres (1 inch) square is recommended. Thej follow 
the outline of the roof, cornice, and wall, and each bar is fixed bj a half 
collar (Fig. 2) or cramp placed in the middle of the bar or as far as 
possible from the junction of two bars. Instead of the iron bars ropes 
of copper or iron wire, or even of hemp, maj be used ; these last may be 
used proyisionally, but for permanent conductors they have no advan- 
tage either in economy or conductivity. The copper rope conducts 
the lightning better, but its smaller size and cylindrical form, by 
diminishing its absolute and relative sur&ce, counterbalances its 
superior conductivity. The great and real advMitage of metallic, and 
especially of copper ropes, is in their continuity and their flexibility. 
The conductor is led down to the surface of the ground where it is 
bent and led parallel to the surface towards a pit full of water, or 
deep enough to allow the end of the conductor to rest in damp earth ; 
from 2 metres (6 feet 6 inches) above the ground to the pits the con- 
ductor is enclosed in a channel or trough l^e the fuse of a mine, the 
object of this is to protect the conductor from the dampness of the 
soil and from contacts. These would be unimportant so long as 
there is a perfect connection between the point of the conductor and 
the common reservoir, but this continuity may be destroyed by de- 
gradation of the conductor, and it is chiefly at the joints that this dis- 
oontinuity is to be feared. When the conductor has to be buried it 
should be in an oaken trough, well put together and tarred or charred 
or surrounded by powdered charcoal so that the metal cannot be 
rusted by infiltrations or humidity ; in some soils it is better to make 
the subterranean part of the conductor of lead, taking care by 
increasing the suriace to make up for its inferior conductivity, 
Sometimes water pipes may be made use of, but only when they serve 
to lead water away and when they terminate in an isolated reservoir. 
It is important to lead the conductor far away from water pipes 
carrying water to public fountains or into the interior of houses. 

3. If the conductor leads to a well full of water the roots (Fig. 3) 
need not be more than a few spindles terminated in points and long 
enough to be always immersed. When the conductor only leads to a 
bed of earth it* is supplied with a system of roots (Fig. 4), having for its 
object the multiplication of the points for the escape of the lightning, 
and these are increased in number according as the soil is a less 
good conductor. The pits should be some distance from the founda- 
fions of the building, so that the lightning may not damage them, 
and it is important, by all possible means, to increase the natural 
humidity of the soil. When the wells cannot be closed it is necessary 
that the conductor should be insulated and plunged deeply in the 
water for fear that the communication of the electricity to the well- 
chains or pump-rods might cause accidents or alarm. After some 
other instructions it is added that the dispersal of the electricity in 
the common reservoir is, next to the continuity of the conductor, that 
which most deserves the attention of the physicist and the engineer. 

It has been remarked that a point extended its sphere of activity as 
far as 10 metres (32 feet 9 inches), that beyond this distance its effect 
became less sensible, and that when the points were too near together 
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ib»j neutralised one another. So upon a building o£ a given size it is 
necessary to set up so many that all parts shall be covered by their 
spheres of attraction, which should meet aiid not overlap each other, 
iugbtning in passing from s cloud to the earth does not always take 
a Tertical direction, it sometimes followB the path of the rain drops, 
which is inclined by the wind, so when a magaeine is veiy lofty, or on 
an elevated spot it is not useless to fix horizontal or inclined points on 
the gaUes or angles. In some places the magazines are domi- 



nated by other buildings; in these cases the n^hbonring build- 
ings should be protected, or the magazines should have horizontal 
points towards them. If the ramparts dominat« the magazine it will 



be prudent to set upon them a li 
struck by lightning because thei 
are bad conductors, hence it 



ightning rod on a mast, ^frees are only 
ir tops serve as points but their trunks 
a prudent not to have plantations, 
especially of lofty trees near magazines. However many points may 
be set up on a magazine they should all be connected tc^ther, and 
.all joined to the principal conductor, and it would be well to have 
more than one prmcip^ conductor so that if one loses its continuity 
the lightning may have a path by the other. Stone, wood, and gun- 
powder are bad conductors, and pieces of metal may without danger 
be used in the inside of magazines, provided tbey are connected with 
with the principal conductor by branch conductors of suitable size : 
still it is prudent to keep the metal outside. 

Beference is then made to " Begnier's System of Lightning Bods," 
Appendix F,, p. 53, which is thought to be much too expensive. 



B.EFOBT on the fortgoing Inslruetitms made hy La Fn&CB, Boohoit, 
Ceablbb, M0NTG01.FIEB, and GIay Lusbao to the N'atiokal 
Ikstitutb. 

2nd Nouemher, 1807. 
The reporters say that experience has taught that the point of a 
lightnii^ rod 4 or 5 metres( 13 to 16^ feet) does not effectually pro- 
tect a space round it greater than one having a radius of 10 to 12 
metres (32| to 39^ feet). That when there are points or considerable 
masses of metal on a building having a lightning rod it is absolutely 
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Hecessaiy to connect tliem hj branches with the principal conductoi** 
That it is not less important that the metallic bars should be 
thoroughly well connected together so that the electricity may find 
no resistance in its path from the point to the common receiver^ 
And lastly, that it is necessary that the conductor should have a 
perfect communication with moist earth, or better, with water« 
They then proceed to discuss the instructions, or that part of them 
which relates to the construction of the lightning rods. They 
recommend the use of gilded copper points, notwithstanding the 
doubt concerning them which had been raised in consequence of 
their deterioration by oxidation, and their being blunted by light- 
ning. They say that experience has shown that an iron rod 20 
millimetres (*8 inch) square is more than sufficient to carry the most 
violent discharge of lightning, and that it is consequently need- 
less to make them larger, as recommended in the Instructions; that 
it is only at the joints that there is any cause for fear because, in 
spite of the insertion of the piece of lead, the contact is not perfect ; 
that it would be easy by enlarging the bars at their junctions to 
increase the number of points of contact, and by lengthening the 
bars to make fewer joints. That in this respect the use of iron wire 
ropes would be very advantageous, but they fear that the ropes would 
be easily destroyed, and that the use of copper wire rope instead 
of iron would be too expensive. 

When the conductor reaches the ground too much care cannot be 
exercised in making a free communication between it and the soil« 
It is upon this that its good effect principally depends, for houses 
have been struck although provided with a conductor, because it 
only communicated with a very dry soil. M. Patterson, of Phila- 
delphia, in the fourth volmne of the American Phil. Trans.^ has 
published a means of making a good contact which seems useful. He 
proposes to lay the conductor in a bed of galena worked into a paste 
with melted sulphur. The galena is a good conductor, and would 
have the advantage of protecting the iron from the damp. He has 
also proposed a simple means of providing for the easy dispersion of 
the electric fluid in cases where the soil is not very damp, which 
consists in making a hole in the ground and filling it with charcoal^ 
into which the conductor is plunged. But M. G^uyton used the 
conducting power of charcoal for this purpose more than thirty years 
ago, and it has been applied in many ways. Charcoal, like galena, 
is a good conductor, and this property renders its employment desiiy 
able in cases where the soil is dry. 

Upon the proposal to fix inclined or horizontal points they think 
that vertical points will suffice ; and with reference to the Begnier 
system, they remark that it would certainly be very expensive, and 
that it would not be necessary to adopt it until the usual system had 
been found insufficient. 



( 69 ) 

INSTEUCTIONS ahovi LIGHTNING EODS adopted hf tM 

Academy of Sciences. 

First Part, 2^d April, 1823. 

Pbefabed bt a Committee consisting of MM. Foisson, Lsfeybe-" 

GiNBATJ, GiBABD, DlILONG, FeBSNEL, AND GaT LuSSAC. 

After some theoretical remarks the Committee describe the con- 
ductor they recommend, giving the name of tige (upper terminal) to 
the part rising into the air above the roof, and that of conductor to 
that part extending from the upper terminal to the ground. The 
upper terminal is a square or round bar of iron tapering from base 
to summit. If from 7 to 9 metres (23 feet to 29 feet 6 inches) high^ 
which is the smallest height to be used on large buildings, it should 
be 54 to 60 millimetres (2*1 to 2*3 inches) square or diameter at the 
base, if 10 metres (32 feet 9 inches) high, it should be 63 millimetres 
(2-5 inches). About fifty-five centimetres (1 foot 9 J inches) of the 
upper end is cut o£E and replaced by a point of copper either gilded 
at the end or tipped with a little piece of platinum. At the lower 
end of the terminal (A), 8 centimetres (3*15 inches) above the roof, is 
fixed a base (B) to throw o£E the rain which would run down the ter- 
minal, and above this base the terminal is clasped by a collar (C), as 
shown in the drawing, to which is bolted the conductor (D), The 
engraving shows the modification of the arrangement as adapted to 







both round and square terminals. The conductor is a bar of iron 
15 to 20 millimetres ('59 to '79 inches) square, joined firmly to the 
upper terminal by bolting it tightly between the two ears of the 
coUar. The best way of joining the bars together is shown in figure 
1, p. 55. It is to be held up at a distance of 12 to 15 centimetres 
(4*7 to 5*9 inches) from the roof by crutches, and to be kept at a like 
distance from the walls of the building. At 50 or 55 centimetres (19*6 
to 21*6 inches) below the surface it is turned away perpendicularly 
from the wall for a distance of 4 or 5 metres (13 feet 1 inch to 16 



( 60 ) 

feet 5 inches) if it does not sooner meet with water. To avoid rust* 
ing the rod is carried in a trench filled with charcoal, and then 
turned down a well so as to haye at least 65 centimetres (25*7 inches) 
in the water when at its lowest level, where it terminateis in three or 
four branches to fisu^litate.the exit of the electricity from the con- 
ductor. 

If there is no well convenient, a pit should be made 13 to 16 centi- 
metres (5*1 to 6*3 inches) in diameter, and 3 to 5 metres (0 feet 10 
inches to 16 feet 4 inches) deep, down the middle of which the con- 
ductor should be led and the hole filled with charcoal tightly rammed. 
As the iron bars forming the conductor are not easily bent to follow 
the lines of the building a metallic rope may be used. It is made of 
four strands, each composed of 15 iron wires, and forming a rope of 
16 or 18 millimetres ('62 to *7 inches) in diameter. Each strand is 
tarred separately, and the whole also well tarred when put together. 
It is attached to the upper terminal in the same way as the bars 
by pinching between the ears of the collar (c). At 2 metres (6 
feet 7 inches) above the ground it is joined to the bars which form 
the earth connection by being pinned into a socket formed at the end 
of the first bar. Eopes of copper or brass wire may be used, and 
they need not be more than 16 millimetres (*62 inches) in diameter. 

It is necessary to connect any considerable metallic masses (lead 
roofs, metal gutters, or tie rods) with the conductor, because if this 
be not done, and the conductor be broken, or have a bad earth con- 
nection, the lightning may leave the conductor for the metallic mass. 

Modifications of this form of conductor for use on churches, ships, 
and powder magazines (for the latter carrying the conductors on 
masts is recommended) are then described. 

The report says that the terminal of a conduct'Or protects efiiciently 
a circular space round its base, having a radius equal to [twice it» 
height ; but that it is prudent to estimate that a conductor on a 
church spire only protects a circle having a radius equal to the height 
of the conductor. 

The conductor shoidd go the shortest way to earth. It shoidd be 
on the side most exposed to the weather, especially on spires. 

Second Part, ISih December, 1854. 

Pfi£PABED BY A CoMMITTEE CONSISTINO OF MM. BeOQTJEBEL, BaBINET^ 
DUHAMEL, DeSPBETZ, CaONABD DE LaTOUB, Aim POUILLET. 

Notwithstanding the considerable advance in knowledge since 1823, 
the instructions of that date have no need to be altered, at least in 
their essential principles; but the methods of construction of buildings 
having materially altered, and metal having largely replaced wood and 
stone, buildings had, so to speak, become metallic masses, which 
would have incomparably greater attraction for thunder clouds. The 
Palais d'Industrie m the Champs Elysees, for example, nearly 3 hectares 
(7*4 acres) in extent, and 40 metres (131 feet) in height had every- 
where enormous masses of iron, brass, and zinc. 

The company undertaking the building had sought the advice of the 
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Academy as to the means to be employed to protect it from lightning, 
and it had been found necessary to revise the instructions of 1823, in 
order to introduce such modifications as were necessary. 

Quoting the passage referring to the connecting of metallic masses 
with the conductor, the Committee think that the time had come to 
enter into fuller details on this point. 

Eormerly the use of metal was almost restricted to ridges, gutters, 
and tie rods ; now metal was used everywhere, and what is important, 
in large surfaces and great masses ; and this new system realised on 
a large scale the first objection to lightning rods — ^it attracts the 
lightning. 

When this objection was applied to lightning rods, it had only the 
appearance of truth, but when applied to the masses of metal then 
used in buildings, it was not only specious, but true, and founded 
upon well established laws ; these buildings do attract the lightning, 
and render its effects more disastrous. 

In the case of two buildings alike in size and shape, situated on the 
same soil, one made of wood and stone as formerly, the other with 
much metal as now, and both without lightning rods—- if the conditions 
are such that the lightning must dischfurge itself, it will always strike 
the latter, and never the former ; in the same way as on bringing to 
the conductor of an electrical machine a ball of wood or stone, and 
one of metal, it b always the latter which will receive the spark. 
Lightning rods, therefore, are so much the more indispensable as the 
buildings contain greater surfaces and greater masses of metal. 

The nature of the soil must be taken into account, as well as the 
buildings and other objects upon it. A dry soil, with a subsoil of dry 
sand, chalk, or granite, does not attract the lightning, because it is a 
bad conductor. Unless when accidentally wetted the buildings on it 

Participate to some extent in this immunity, at least if they are not 
uilt in the modem style, and are not very large. But if there are at 
a moderate depth underneath this dry ground, large metallic veins, vast 
caverns, sheets of water, or only abundant springs — these will attract 
the lightning, which will destroy everything in its path unless pro- 
tected. If the wet or metallic strata are very deep, the danger of an 
explosion is diminished by the difficulty of passing the intervening 
envelope, and by the wei^ening of the action of the cloud by the 
increase of distance. 

On the 19th April, 1827, the packet boat New Torh was twice 
struck by lightning. On the first occasion, having no conductor, it 
received considerable damage; on the second, the conductor was 
fixed ; it was made of a pointed bar of iron, 1*2 metre (about 4 feet) 
long, and 11 miUimetres ('43 inch) diameter at the base, and a 
surveyor's chain about 40 metres (131 feet) long, forming a connec- 
tion between the foot of the rod and the sea ; the chain was made 
of iron wire 6 millimetres ('24 inch) in diameter ; the links were 45 
centimetres (17*7 inches) long, ending in loops, and joined together 
by two round rings. When struck the chain was dispersed in burn- 
ing fragments and globules, which set the deck on fire in many places, 
notwithstanding the haH upon it and the rain which fell heavily ; the 
bar at the top was melted for a length of 30 centimetres (11*8 inches) 
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from the point, and down to a diameter of 6 millimetres (*2 inches)* 
The rest of the rod remained with about 8 centimetres (3*1 inches) 
of the chain attached to it, the longest piece of chain found was less 
than 1 metre (3 feet 3 inches) long, and was blistered as by fire. 

On the 13th June, 1854, the Jupiter was struck by lightning. The 
conductors were in place ; that of the mainmast which was struck 
went 2 metres (6 feet 6 inches) into the sea, and had at its end a ball 
2 kilos in weight. After being struck the conductor had disappeared 
and the pieces of it were scattered everywhere. The conductor, about 
70 metres (230 feet) long, was a cable of three strands formed of 
sixty brass wires, each one half or two-thirds of a millimetre ('019 o? 
-026 inches) thick. The cable was mostly in bits no bigger than pins, 
but there were some pieces a few decimetres long, these had been 
turned violet colour as by fire, and those first touched were slill 
burning hot. 

These two examples show that a conductor may be desfroyed, but 
they also show that it is not useless even then, since it will have 
received the discharge and directed it, and so prevented greater mifrr 
chief. The Jupiter received no damage ; whilst not &r off, a Turkish 
Tessel, which also had a conductor (but the chain of which did not 
reach the water) having been struck by lightning in the same storm, 
had a hole more than 30 centimetres (11*8 inches) deep, and almost 
such as would have been made by a cannon ball, in her side just above 
'the copper, and near the water Ime. 

The question is, are such accidents to conductors inevitable, or are 
they the result of &ulty construction ? All the facts established in 
the accounts of lightning and its phenomena, leave no doubt on this 
point. All the lightning rods which have been destroyed were of bad 
materials, insufficient, badly constructed, not in accordance with the 
principles which theory has deduced from experience. 

The conductor of the New TorJc had several &iilts; its upper 
terminal was too small, and too much drawn out ; its conductor had 
much too small a sectional area ; and the use of a chain in such cases 
should be strictly excluded. 

There is no example known in which lightning has been able to 
melt iron rods 2 centimetres ('78 inch) in diameter, or 3 square 
centimetres (1*18 inch) in section ; and copper may be used in still 
smaller sizes. 

The conductor of the Jupiter^ although better than the former, had 
also a radical defect. The fragments of the conductor which were 
examined bore but few traces of fusion, and none of these traces 
extended to the entire thickness of the cable ; they were also limited to a 
group of some of the sixty wires of which it was composed. This 
seemed to show that the discharge was not carried equally by all the 
wires, and that those wires which it followed being insufficient to 
carry it, were the ones melted, and the others were broken or 
yolatilised with explosion. Hence the breaking of the cable and 
dispersion of fragments of some decimetres in length, which, though too 
hot to be touched, were not hot enough to set wood on fire. This 
explanation, however, raises a singular question, whether, in a cable 
of similar wires twisted and bound together^ the lightning can choose 
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fiome wires m preference to tbe rest, even when the whole of them are 
hardly sufficient to give it a free passage. 

Undoubtedly, yes; at any rate under certain conditions. No doubt 
if at both ends of the cable, for the length of a decimetre, the wires 
first tinned separately are afterwards soldered together, so as to make 
a sort of metallic cylinder, electricity, whether natural or artificial, 
having to pass along the cable, will not show a preference for one wire 
over another ; but where this is not done — if at the two ends, or, 
more generally, at the two points of junction with other conductors, 
the wires are isolated by layers of dust or oxide — if, in addition, the 
cable only touches the terminals by its outside wires, then things 
happen very differently. The electricity takes those wires that are in 
contact with the terminal ; these reduced to few in number become 
incapable of carrying it ; and the whole cable broken by the explosion 
exhibits the phenomena shown in the case of the Ju^iUr, 

The deficiency in each case was due to one cause — insufficiency of 
sectional area. In the first case the insufficiency is apparent, the 
iron wires 6 millimetres (*24 inch) thick were nine or ten times too 
Anall ; in the second, the insufficiency is more hidden, it results from 
badly made junctions. 

The two most fundamental rules for the construction of the rod and 
conductors are — 1st. That they shall have a sufficient sectional area^ 
2nd. That they shall be continuous and without a break from the 
point of the upper terminal to the common receiver (the earth). But 
this continuity may in strictness be interpreted in two ways : it may 
be said that two pieces of metal in contact form a sufficiently contin- 
uous connection ; and it may be said, on the other hand, that most 
frequently this simple contact is no more than a break in consequence 
of oxidation and the interposition of foreign bodies. 

^he instruction of 1823, without adopting the first interpretation, 
does not appear to have sufficiently recommended the second, which 
should exclusively regulate all construction of lightning rods. No 
doubt it is possible, by taking great care, to join and bolt together 
two pieces of iron or copper closely enough to make a practically 
continuous conductor, but when there are many joints we fear that 
evil might arise from the negligence of workmen, and still more from 
the chemical alteration of the surfaces, the deposition of foreign 
matter, and the mechanical dislocation produced by time and 
•repeated shocks. 

Hence, the three following practical rules should always b^ 
observed : — 1. To reduce as much as possible thenumber of the joints^ 
2. To make all the joints with hard solder, and they should be upon 
surfaces of at least 10 centimetres (3*9 inches) square, and further 
strengthened by straps and bolts. 3. Not to make the upper terminal 
so gradually pointed as usual. The upper terminal of iron should be 
not less than 2 centimetres (*78 inch) diameter, the end should be 
filed down and a screw tapped 1 centimetre ('39 inch) high and 1 
centimetre diameter, and to this a cone of platinum 2 centimetres 
diameter and 4 centimetres (1*5 inch) high, and consequently having 
an angle at the point of 28^ or 30^ should be fitted, screwed, and 
carefully soldered. 
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In other respects the instnictioiis of 1823 should be followed; no 
fact which leaas to a modification of the general rules there pror 
posed 1, for the sectional area of the conductors ; 2, for the method 
of fieistening to buildings ; 3, for the method of making the earth cour 
nection, has since come to light. 

The subject, however, is not exhausted, there still remains the im- 

Eortant and difficult question : what is the circle of protection afforded 
J a well constructed lightning rod ? The opinion generally received 
at the end of the last century was that the circle of protection had 
a radius of twice the height of the terminal, and the instruction of 
1823 adopted this opinion, but with some restrictions as in the case 
of spires. It is important to remember that these rules rest upon a 
more, or less arbitrary basis, and this is said not to condemn them, 
but only to prevent there being attached to them a value which they 
do not possess. 

More observations are required, and it is only with reserve that these 
rules are admitted. They are neither general nor absolute, they depend 
upon a variety of circumstances, and especially on the materials of 
the buildings. Tor example, the radius of the circle of protection, 
which would be sufficient for a building having only wood tiles or slate 
on its upper portion, would not be sufficient for a building in which 
the covering or the framing of the roof was of metal. In the former 
case the active portion of the thunder cloud, although further from 
the lightning rod than from the roof, would exert a greater action 
on the rod, whilst in the latter the action on the rod and on the roof 
would be almost equal at an equal distance. 

A special note upon ships, and another on the Palais de I'Exposi- 
tion close the report. 

Sfsciaii Bhfobt fob thb New BuiLDiiros ov thb Louvsb, 
18 Degehbbb, 1854, by thb samb Comiotteb. 

Beferring to the subject of the earth connection the Committee 
say ; in the earliest instructions, it is said that the conductors should 
communicate with the water in a river, a pond, or weUs, or at least 
with moist earth. This rule, although quite correct in itself, fre<- 
quently leads to erroneous practice. It is sometimes thought that 
lightning is extinguished by water, as fire is ; and when water is 
scarce the conductors are plunged into a well-cemented cistern^. 
This is a most dangerous mistake ; the conductor shoidd be in con- 
nection with the common receiver, that is, the great water-bearing 
strata (nappes d'eau,) of much greater extent than the thunder cloud. 
At other times where wells are possible but costly, advantage is 
taken of the alternative allowed by the instructions. Instead of wells 
the conductors are put in connection with the earth, without being 
careful to see that it preserves sufficient moisture in times of drought 
when storms are most to be expected, and without being careful to 
see that the moist connection is suffidentiy large. They specially 
note this latter error, as it appears to be still more common than 
the former. They do not hesitate to say that recourse should never 
be had to this method of connection with the common receiver. They 
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recommend that in de&ult of rivers or very large ponds, the con- 
ductor should always be connected by large surfaces with the inex- 
haustible subterranean water-bearing strata. 

Secondly, where these strata are at a moderate depth below the 
surface, the Committee consider it necessary to make use of a conductor 
with two branches, the principal to descend to the subterranean water; 
the secondary, leaving it at the ground level, is put in connection 
with the surface. And for this reason ; after great droughts thunder 
clouds exert but a feeble influence upon a dry, badly conducting soil. 
AU their energy is felt by the subterranean waters; and the electricity 
will be carried by the principal branch. On the other hand, after a 
summer shower, when the sur&ce soil gets moist, it is at once made a 
good conductor. It is that which is affected by the thunder cloud ; 
while, at the same time, it screens the subterranean water from electrical 
influence. In such a case it is indispensable that the surface of the 
ground should be in direct connection with the conductor ; and this 
the secondary branch supplies. 

There is a final question how the conductors should be connected 
with the various metallic portions of the building. The ridges are 
throughout of iron ; but the interior arrangements require that, in 
some portions of the building, there should be, properly speaking, 
only one floor, whilst in other parts there are six. Each floor maybe 
regarded as a great metallic network, composed of several strong plate 
girders, crossed by numerous joists analagous to rails, while these are, 
in their turn, crossed by a multitude of smaller iron rods; and the 
meshes of this network are filled with tiles. In enquiring into the 
effect of a thunder storm upon those portions where there are six 
such floors one above the other, it is easy to see that if the roof were 
a great continuous sheet of metal, it would take up the whole electrical 
energy of the cloud, at any rate, as far as the floors underneath it are 
concerned. In this case it would be amply sufficient if the covering 
were weU connected with the lightning rods. But in this case the roof 
is metallic, only in a very small portion ; it may be said that the ridges 
only form a network with very large meshes, and, consequently, is an 
insufficient shield, through which the upper floor may still receive a 
considerable shock. Therefore the Committee propose the following 
arrangements : — 1st. The principal pieces of each floor should be put 
in connection with the conductor. 2nd. It is very desirable that all 
the joists of the upper floors should be connected together by a rod 
bolted, and, if possible, soldered to each, which rod should be con- 
nected with the conductors. 3rd. It seems probable that, in general, 
the roof frames are in good connection with each other, and, con- 
sequently, it would suffice if all the upper terminals are connected 
with them. If, however, it happens either by changes of level in the 
gutters, or from other causes that the connections become doubtful 
special iron connections must be made. 4th. The zinc gutters and 
ridges should be connected with the lightning rods. 
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KEPOBT on the points of upper termvnaU made by Messrs, Delieul^ 
by a Committee consisting of MM. Beoqttebel, Babinet, Duha-MEL, 
Dbspbbtz, GAaKiASD DB Latoub, Eegkault, db Sbnabmont, and 

POUILLBT. 

5th March, 1855. 

The committee examined the points presented by Messrs. Delieul, 
one of platinum, made exactly as described in the report of the 
previous 18th December; the other, a cone similar in form, size, and 
external appearance, but rather less costly, being made of a cap of 
platinum, fixed with hard solder upon the conical end of the iron rod. 
It was thought that this second arrangement would not practically be 
inferior to the other ; but it must be made by a skilful workman, who 
knows how to insure that the solder should take to the whole of the 
surfaces brought together. They see no objection to the substitution 
of palladium, or gold or silver of a standard of *950 for the platinum. 
But all these metals are costly ; few workmen know how to work in 
them, or at least to employ that precision, and take that minute care, 
which are indispensable to success. These reasons have raised again 
a proposition that was discussed in the former commission, which 
consists in making the points of copper. The copper point is 2 centi- 
metres ('78 inch) in diameter, like the upper part of the iron rod, to 
which it is screwed and brazed ; its length is about 20 centimetres 
(7*87 inches), and it terminates in a cone 3 or 4 centimetres (1*1 or 
1*5 inches) high. 

They see no reason why this should not be used with almost the same 
confidence as the preceding forms. K there is ground to fear that it 
may undergo changes from atmospheric influences, this is counter- 
balanced by certain advantages. 1st, copper is with palladium, gold, 
and silver, among the best conductors of heat and electricity ; and the 
point of the cone will be much less heated than the platinum point ; 
and 2nd, the terminal, with a copper point, is much less expensive, 
and can be made everywhere. 

On the report being put to the vote M. Despretz could not approve 
the proposal to employ copper points, fearing that the deposition of 
carbonate or some other badly conducting matter woidd diminish the 
efficacy of the lightning rod. 



INSTRUCTIONS upon MGHTNINO EODS /or POWDEE MAG- 
AZINES, by a Committee consisting of MM. Becquebel, Babinet, 
DiTHAMEL, FizEATJ, Edm Becquebel, Eegnault, le Mareehal Yail- 

LAHT, and POUILLET. 

14«A January, 1867. 

After referring to some general principles, and to the construction 
of lightning rods recommended in the reports of the earlier Com- 
mittees : the Committee recommend, that the upper terminal including 
the copper point should be from 3 to 5 metres (9 feet 10 inches to 16 
feet 5 inches) high ; that the junction of the conductor and the upper 
tierminal, and also the several joints of the conductor, shoidd be 
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covered with solder, and insist very strongly upon the necessity of 
communication with the nappe d^eau souterraine, which they define as 
"the water level in neighbouring wells which never dry up, and 
which retain at least 50 centimetres (19*68 inches) in depth of water 
in the most unfavourable seasons." 

The special arrangements to be adopted in setting up lightning 
rods for powder magazines are : not to fix them on the building itself 
but outside the surrounding walls. For each large sized magazine 
(27*89 metres, by 20 metres, and 11 metres high, equal to 91 feet 
6 inches by 65 feet 7 inches, and 36 feet high) there should be three 
conductors — two near the ends of the long side of the enclosing wall 
most exposed to storms, and the third in the middle of the opposite 
side. The upper terminals should be only 5 metres (16 feet 5 inches) 
high, and should be raised on a pier, a mast, or other support 15 metres 
(49 feet 2 inches) high, down which the conductor should be led to the 
ground. There should be a circuit which the Committee call circuit 
de ceinture carried entirely round the enclosing waU to which each 
conductor should be joined, and a conductor should be carried from 
the most convenient point of this circuit to the underground water. 
For middle sized magazines two terminals and supports, and for 
small magazines one terminal and support will suffice ; but in all 
cases there should be a circuit de ceinture. This need not be deep 
below the surface, nor covered over ; it may even be in an open 
gutter, but a conductor must be led from it to the underground water» 
even if in order to do this it is necessary to carry the conductor 
several hundred metres or several kilometres. It need not, however^ 
be made X bars and carried aU the way in a trench, but it may be 
made of six wires 6 or 7 millimetres (about *25 inches) in diameter^ 
and carried on posts like telegraph wires, except that they need not 
be insulated. 



INSTEUCTIONS by the Committee consisting of MM. Alphand,. 
Belgbaitd, FizMLU, Comte du Monc£L, £d. Begqttebel, Desahts, 
Ch. Sainte Claieb-Deville, Dttc, Balltj, Maqne, Davioud, 
Felix Luoas, and E. Fbakcisque Michel, appointed to inspect the 
liiQBTNiSB EoDS on the MtnaciPAL Btjildings of Pabis. 

20th May, 1875. 

The Committee find that platinum tips are useless, and recommend 
instead that the point of the terminal should be made of pure copper, 
60 centimetres f 19*7 inches) long, and terminating in a cone, forming 
an angle of 30**. This should be scarfed, pinned, and soldered to the 
end of the terminal. The terminal should be of wrought iron in one 
length, and where possible galvanized ; but on no account painted. 
The connection with the conductor should be by a piece fitted and 
bolted ; and, lastly, the whole joint should be well covered with 
solder. 

The Committee consider that on 'an ordinary building a terminal 
will effectively protect a cone, having the point for its apex, and a 
base whose radius is 1*75 of its height. But in practice the terminals 

B 2 
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may be much farther apart, if there is a circuit des faites. This is 
defined as a metallic conductor, which extends without break over 
the ridges of all the buildings which it is intended to protect, and 
which is joined by metallic contact to all the upper terminals and to 
the conductor, and consequently to the underground water which 
alone forms the common reservoir. All pieces of metal of any con- 
siderable size should be connected with the conductor. 

If the conductor is made of iron bars, they should be galvanized if 
possible, and the joints should be fitted, bolted, and finally covered 
with solder. If the bars cannpt be galvanized, they should be well 
painted. The Committee recommend the employment, especially in 
the circuit des faites, of an arrangement for compensating for the 
lengthening and shortening of the bars by the variations of tempera- 
ture. This is made by inserting in the circuit a curved band of 
copper which will yield to the movement of the rods. If the con- 
ductor is made of galvanized iron wire rope, each wire should be 2*5 
or 3 millimetres ('09 to '11 inch) in diameter, and there should be 
such a number of them that the sum of their sectional areas shall be 
equal to one-fifth more than that of a bar of iron 20 millimetres 
(•78 inch) square, l^he rope should be all in one piece, and the joints 
with the terminal and earth connection should be covered with solder. 

The supports should not be insulated, and there should be as few 
as possible of them. At the underground end of the conductor 
should be fixed a large sheet or hollow cylinder of metal, and this 
should be always, even in the greatest droughts, plunged at least 
1 metre (3 feet 3 inches) into the subterranean water. If' from any 
cause this water cannot be reached, the conductor may be joined to 
one of the main water-pipes of the city ; but if the conductor cannot 
be led either to the subterranean water or to a main water-pipe, no 
lightning-rod should be erected. It would do more harm than good. 

In the case of buildings of any importance, two or more con- 
ductol*s leading to the subterranean water should be employed. It 
should be so arranged that the underground part and the earth 
connection may be easUy inspected and cleaned from rust, and the 
whole should be inspected and cleaned at least once a year, at the 
end of the autumn. The Committee is of opinion that it would be 
better to put all the lightning-rod work in the hands of special 
workmen, under the control of an agent appointed by the adminis- 
tration, and not to trust it to the blacksmiths and lockismiths usually 
employed. The Committee lastly recommend that they should be 
permanently appointed, and meet every year after the inspection, to 
report and decide upon the steps to be taken to remedy any defects 
that may be discovered. 



EEPOET by {he joint Secretary (Feancisqub Miohel) of Hie Lightning 
Rod Committee to the Prefect of the Department of the Seine, 

This report gives a detailed description of the state of the lightning 
rods attached to the public buildings of Paris. 

In most cases the upper terminals were of great length, some of 
them as much as 9 metres (nearly 30 feet) in height; the conductors 
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were in almost all cases of iron, either in bars or wire rope ; the 
earth connections were of various kinds and extent. 

The report frequently states that the points were blunted; that 
the upper terminals and the conducting rods were deeply rusted ; 
that especially at the joints the conductors were seriously deficient ; 
and that the underground portion was greatly deteriorated by rust. 

A description is given of an accident from lightning to the church of 
St. Sulpice ; but this building had no lightning rod. In the case of 
the church of St. Qotilde there are five upper terminals, two on the 
two spires, th^ remaining three along the ridge of the main roof. 
The building was amply protected as far as its length was concerned, 
but the transept was not so thoroughly protected. The five terminals 
were joined to a conductor which went round the building, and was 
connected with the ground. A second conductor led from one of 
the terminals to the ground, where it terminated in a second pit. 
The conductors were made of iron rods 18 millimetres ('71 inch) in 
diameter, joined by collars and pinned and the whole covered with 
paint. They terminated in distributors plunged in the underground 
water in walled pits. They were supported by insulated collars. 
The building has an iron roof. The church had been struck by 
Ughtningat least four times since the Hghtning rods had been erected. 
The first time, twelve years ago, the l^htning struck the rod placed 
on the transept, and carried away the platinum tip of the copper 
point. Since then the rod has received another discharge, and the 
copper point is bent to the S.W. In January, 1872 or 1873, the 
lightning struck the western tower, and shattered one of the stones 
above one of the windows of the staircase. 

'' One of the platinum tips is gone, and many are blunted. The 
conductivity of the conductor is very bad, and the joints are very 
much damaged: hence the accident to the tower. The greater 
number of the glass insulators are broken, or gone altogether." 

In the case of the church of St. Eloi, which had one terminal on 
the spire, one conductor, formed of iron wire rope 2 centimetres 
(•78 inch) in diameter, joined at 3 metres (9 feet 10 inches) above 
the ground to an iron rod 25 millimetres (*97 inch) in diameter, 
which entered the ground and ended without branches in a pit fiUed 
with charcoal. The soil was dry and calcareous. The conductor was 
made up of many lengths of rope, old pieces apparently having been 
used ; the joints were in bad condition, and needed soldering. The 
underground part was deeply rusted. 

" In September, 1874, lightning struck the spire, twisted the con- 
ductor, broke the terminal, threw down the part above the cross, and 
made great cracks in the apse." 

During the building of the Maine of the 20th Arrondissement, 
the lightning struck a fir-pole in the scaffolding. It did not do any 
damage, being carried away by the chain attached to the pole,' from 
which it took all the rust, and being thence conducted by some pieces 
of iron roof framing Ijring on the ground. 

There are several other accounts of accidents, but they are mostly 
represented by the foregoing examples. 
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IN8TEUCTI0NS as to the application of LIGHTNING CONDUa 
TOES f(yr protection of POWDEE MAGAZINES, ETC. 

Issued with Army Circulars, dated May 1st, 1875. 
{Abstracted by Prof. T. Hayter Lewis, F.S.A.) 

1. The principles adopted by Sir W. S. Harris, as shown in the 
Appendices A and B, to this paper, still held to be sound. 

2. The terminating plane of action of lightning is sometimes beneath 
the surface of earth, which, if moist, forms good medium for diffusion 
of electricity. 

3. Dry soil is to be regarded as non-conducting matter. 

4. Therefore conductor to be taken into soil permanently damp. 
5-6. Underground magazines are usually in dry soil, and should 

therefore be fitted with conductors as in the case of similar magazines 
above ground. 

8-9. Casemated batteries of modem construction, with magazines 
in basement should have conductors on the parapet or terreplein from 
end to end of battery, attached to vertical conductor into earth. Flag- 
staff should have conductor. In large works there should be several 
points 5 feet above top of building. Iron verandahs and railings are 
good conductors when with good earth connections. 

10. Iron buildings are good conductors. But if covered with 
asphalte, concrete, <&c., rods or points must be provided projecting 
above asphalte, <&c., and with good earth connections. Iron shields 
should be connected with conductors. 

11. Copper is recommended as best conductor; it is not liable to 
corrosion, and very durable. 

12. But if exposed to injury, or likely to be stolen or corroded, 
copper may be replaced by iron, provision being made for its smaller 
conductivi^ — viz., Jth that of copper. 

13. Copper rods to be ^ inch diameter ; copper tubes to be § X ^ 
inch thick ; copper bands to be 1^ X ^ inch thick. 

14. If the conductor be of iron, solid rods to be 1 inch diameter ; 
solid bands to be 2 inches wide X | inch. 

15-16. The fusing temperature of copper is 1994® Faht. ; whereas 
that of iron is 2786® Faht. So far there is a marked advantage over 
copper. But it rusts easily, and then the electrical resistance is im- 
mensely increased. Eoughly speaking, an equal conducting power 
may be obtained either in iron or copper for the same cost, the 
number of iron conductors being greater in proportion to the less 
cost, and the more conductors being the better. 

17-19. Expansion and contraction are to be carefiilly provided 
against ; e.g, by suitable bends at intervals in long lines of horizontal 
conductors and by bearing collars, allowing of slip in vertical lines. 

20. Soldered or welded joints are desirable, but not absolutely 
necessary. 

21. Gfives engravings of connections recommended by Sir W. 8. 
Harris, where soldered joints cannot be used, and which fulfil the 
conditions specified in sections 17-19. 



( 71 ) 

22. Soldered or welded joints to be used where discharge is pos- 
sible with unsoldered joints, and likely to ignite dust or inflammable 
substances near. 

23. Iron may be connected by similar joints as for copper, or by 
screw joints as for gas pipes. No white lead to be used, it being a 
bad conductor. 

24. Iron flat bands may be connected by rivets or screws, working 
in slots, to provide for expansion, each sur&ce in contact being at 
least six times the sectional area of band. 

26. Copper bands to be similarly connected. Joints between dif- 
ferent metals may be soldered, screwed, or rivetted, the extent of 
surface in contact being regulated by the dimensions of the metal of 
the least conducting power. Access of moisture to surfaces in 
contact must be prevented, on account of local galvanic action and 
decomposition. 

26. No precise limit can be fixed to protecting power of con- 
ductors. In England the limit is usually assumed as being the radius 
of the height from ground. It may be sufficiently correct for practical 
purposes, but cannot always be relied upon. 

27. Conductors do not attract lightning ; they only diminish the 
resistance due to the air. Even a change in the nature of the soil 
^ver which a cloud passes may produce a discharge. 

28. One angle of a building may receive a discharge, though 
another angle have a conductor. So every prominent part of a 
bmlding containing explosive material should have a conductor. 

29. In buildings of uniform height, provide a solid rod 5 feet above 
it at each end, and at each 45 feet in length ; if the conductor be of 
iron the top should be gilt. 

30. Buildings not over 20 feet long to have one vertical conductor 
at end, and a horizontal conductor on ridge. 

31. If 20 to 40 feet long to have one vertical conductor in centre, 
and one along ridge, as last. 

32. If 40 feet long to have two vertical conductors ; if 100 feet long 
three conductors ; in both cases with conductor along ridge. 

33. Similar principles to be adopted in larger and more complicated 
buildings. 

34. Each prominent part should have a conductor. The value of 
three or four points to terminals is not apparent unless the points 

.are widely separated. 

35. Conductors are to be connected horizontally, e.g.^ by ridge or 
eaves, which, when of metal, should be invariably connected with con- 
ductor. All metal surfaces whatever to be also so connected. 

36. Sir W. S. Harris considers the relative conductivity of the 
several metals as being — of lead 1, tin 2, iron 2|, zinc 4, copper 12. 
So lead cannot be altogether depended on. 

37. Avoid long lengths of horizontal conductors without earth 
contacts, as the currents might leave the conductor, and pass to earth, 

^causing danger. Avoid sharp angles. 

38. Good earth connections most important. Conductors are to be 
led into springs or wells or earth permanently wet. Not into water- 
tight tanks. Shingle, dry sand, or dry mould are not sufficient. 
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Provide several earth connections in all large systems of conductors 
as a precaution. 

39. Lead conductors into ground in trenches 18 inches deep. Not 
less than 30 feet of metal to be in contact with moist earth. 

40. Lead a flow of water over trenches if possible, «.^., from rain 
water pipes. 

41. Trenches in rockj or dry soil to be 30 to 120 feet long, so as to 
obtain all moisture possible. 

42. Connections in trenches may be of old iron, forming continuous 
metaUic surface, the trenches to be filled with cinders or coal ashes. 
Water pipes form excellent earth connections, but gas pipes are 
dangerous. 

43-44. Frequently inspect conductors, especially as to joints con- 
necting different metals and defects in iron from rust. 

45-46. Galvanize iron, care being taken that the coating is good. 

47. Gbreat care to be taken in case of contact of zinc coating with 
other metals, especially copper. 

Ajpril Sih, 1876. FRED. E. CHAPMAN. 

Insp&ctar General of Fortificatiofu. 



Appendix A. — By thb ulte Snt W. Sirow Habbis, F.B.S. 

1. The earth's surface and clouds are the terminating surfaces of 
electric actions, and buildings, &c., are only points, as it were, of 
earth's surfiM^ in which the whole action vanishes. 

2. Electricity when confined to substances resisting its progress, 
as air, glass, dry wood, stones, &c., exerts a terribly explosive power. 

3. But when confined to bodies, such as metals, offering small 
resistance, its violent expansion or disruptive action is greatly re- 
duced or avoided altogether, and becomes a continuous current com- 
paratively quiescent. But if body be small, as wire, it may be heated 
or fused. Kesistance is so small that a shock has traversed copper 
wire at the rate of 576,000 miles a second; resistance increases 
with length and diminishes with area of section of conductor. 

4. So a building metallic in all its parts, or a man in armour is safe^ 

5. So endeavour to bring buildings into the same passive or non- 
resisting state as if of metal. 

6. So conducting channels of copper should be systematically 
applied to walls, either in plates united in series one over another, 
not less than 3^ inches wide and -^th and ^th of an inch thick, or 
of stout copper pipe not less than -^ths of an inch thick, and l| to 
2 inches diameter, fixed to building by braces or copper nails or 
clamps. Terminals to be solid metal rods, projecting above to a 
moderate and convenient height. Earth connections to be by one or 
two branches, leading out about a foot below ground — if possible 
into moist ground, but if dry, use old iron or other metallic chains 
so as to expose a large metallic surface. 

7. All metals in roof, &c., of building to be connected with main 
conductors ; any prominent chimney to have a pointed conductor 
taken along it to metals of roof. 

8. An electrical discharge never leaves a perfect conductor to pas» 
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to a very bad one, so the apprehension of lateral discharge is absurd. 
Furious discharges have &llen on the conductors to the masts of 
H.M. ships, and passed through copper bolts in bottom without 
injury even to persons leaning against the conductors. 

9. MetaUic bodies have no specific attraction for electricity more 
than wood or stone have ; all matter is indifferent so far as regards a 
specific attraction. Lightning falls indiscriminately upon trees, rocks 
and buildings, whether with metals about them or not; e.g.^ at 
Plymouth Dockyard in May, 1841, a granite chimney, 120 feet high, 
without any metal in it, was struck, and yet it was within 300 
feet of a clock-tower of equal height, having metal weathercock, a. 
dome covered with metal and large conductor along it to ground. 
The damage ceased where the chimney passed through a massive 
metallic roof, having a conductor from it to the ground. Here the- 
lightning fell on a building, which, according to the popular idea,, 
held no *' invitation " in preference to a structure which did hold such 
" invitation." 

10. If efficient conductors provide firee and uninterrupted course 
for electrical discharge, it will follow that course without danger to- 
general structure ; if not, then this irresistible agency will find a 
course for itself and shake all imperfect conducting matter in 
pieces in doing so. The great object is to provide a line or lines of 
small resistance in given directions, less than the resistance in any 
other line of the building. The conductor no more attracts lightning- 
than a gutter or water pipe attracts a flow of water. 

11. It follows that a magazine if of metal would be safer than if 
built in the usual way. Metallic gutters and ridges, with continuous 
metallic communications to earth, are unobjectionable. 

Note. — It is as wrong to isolate conductors firom buildings by glass 
or resin, as it would be to place rain water pipes 10 feet from the- 
building from which they should carry off the water. 

An instance is given of an iron conductor which was placed 10 feet 
&om a house, the latter being, notwithstanding, struck at the point 
ne&rest to the conductor, which was untouched. 

12. Pointed terminations tend to break the force of Kghtning when 
it Mis on them. Before explosion a large amount of discharge passes 
off through pointed conductors. 

Pointed conductors should be solid copper rods, about f inch diameter,, 
and a foot long, united by brazdng to the conducting tube. It is not 
necessary to gUd the points, or form them of platinum. Sometimes 
even, this would be detrimental, as platinum has only half the con- 
ducting power of copper. The oxidations of the surface of conductor 
is of little moment ; and in case of copper very trifling. In any case 
the conducting surface is better than the bad — or non-conducting air. 
The electric telegraph wires work well, though enclosed by gutta percha- 
or other non-conducting matter. It is sufficient if the terminal solid 
rod be even roughly pointed. But even a ball, a foot diameter, would 
be a point as opposed to 1,000 acres of charged clouds. 

Note. — Experience contradicts the idea that the conductor protects 
a certain area. The foremast of a ship has been struck, though the 
mainmast has been protected by conductor. 
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13. Copper linings to doors and windows of magazines, are not 
objectionable, but useless for keeping out lightning. Thej should be 
connected with the general system of conductors. 



ApFEITDIX B. — As TO iSOLID OE HOLLOW CONDUOTOKS. Bt SiE W. 

Snow Hjlbbis, r.E.S. 

1. A given quantity of electricity melts the same quantity of metal, 
whether in a solid or hollow form. So far it is immaterial which form 
the conductor has. But supposing the mass of metal to be so large 
that the heating effect may be neglected. It is proved that the greater 
the surface, the less is its intensity or power at any point, the 
intensity approaching the second power or square of the surface 
inversely. It is important to give the charge free room of expansion 
by increasing the surface of conductor, so as to reduce the mechanical 
activity of shock to the least possible. Bectangular flat bars may be 
employed. 

2. A rain water pipe communicating with main conductor, should 
have earth connection. All imperfect substances, as masonry, and 
ship masts, transmit a certain portion of electricity without explosive 
action. One great use of the conductor is to relieve the wood or 
masonry of the quantity it cannot discharge without explosion. 

3. Conductors of smaU iron rod or ^ are very objectionable. 
They commonly rust at the joints, and have &llen to pieces, and often 
been knocked to pieces by lightning. Iron may, certainly, be employed 
with advantage, but should be galvanized. Zinc is an even better 
conductor than iron ; and being spread over the surface is not open 
to the objection of making a conductor of two metals of unequal 
conducting power. A good and efficient conductor might be formed 
of galvanized iron. It should be of wrought iron, galvanized, of 
2 inches diameter, with screwed joints of ea^tra thickness. Copper 
tubing is, however, always to be preferred. 

4. In dry or rocky soil, complete the conductor by leading old iron 
chains out from the walls in several directions, or by leading a flow of 
water over them. Eortunately a thunder storm is usually attended 
by heavy rains. The iron chains should extend 30 to 50 feet, and 
be a foot or 18 inches under ground. The termination in a large 
surface of moist earth would be preferable to that in a well, as the 
action is a superficial one of expansion in all directions. In the tin 
leaf coatings of the electrical jar, the charge is not influenced by the 
thickness of metal. 

W. SNOW HAEMS. 



EEPOET ON THE DESTEUCTION BY LIQHTNINa OF 
A aUNPOWDEE STOEE AT BEUNTCLIFFE, YOEK- 
SHIEE. By Majoe V. D. Majendib, E.A. 

(Abstracted by Q, J, Symons, F.BJS,) 

The Gunpowder exploded at 4.30 p.m. on August 6th, 1878, during 
the greatest intensity of a violent thunderstorm. The building, 
was brick, with brick arched roof, length 9 feet, width 5 feet, height 
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6 feet (internal dimeiisioua). The utoiv hud a luiilunn thickneas of 
three bricks, and waa furnished at the one end with an iron door, 
at the other end with a hghtning conductor. The conductor con- 
BiBted of a copper wire rope, 10 gauge copper wire, the rope being 
■It inch thick, having four pointfi at the top {one large one in the 
centre, and three smaller onea round it), it extended to about 13 feet 
above the top of the building, and about the same length was carried 
into the ground and terminated in a drain. The conductor had been 
erected in 1876, by Mr. John Bisby, of Leeds, and was fiiod to a 
pole distant about 2 inches from the end of the building opposite to 
that m which the iron door was fixed, it was not connected with the 
iron door in any way. No one was near the store when the powder 
exploded, and it seems probable that the earth connection of the con- 
ductor was bad, that the mass of iron in the door offered at leitst an 
tonally good path — and that the gunpowder was ignited by a flash 
passing between the two imiwrfect eonduclorti. 



" The only structural dauiage eliected was produced by the impinge- 
ment of bricks, which striking with great force, had in a few instances, 
partially penetrated or displaced brick work in the dwelling-houses 
and buildings, and a portion of the iron of an iron church waa broken 
by a piece of projected debris. A brick was driven through a vrindow 
in one of the houses at three hundred yards, and broke a bedstead. 
Aa far as I have been able to discover no other structural injury was 
occasioned. 
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This accident appears to suggest several conclusions : — 
" In the first place it appears to me to afford a striking confirmation 
of the principle which has been repeatedly and emphatically enun- 
ciated by Sir William Snow Harris and other authorities on the 
subject of lightning conductors, that in order to secure an efficient 
protection for a given building, all the metal of the building, and as 
far as possible the whole of the structure itself, should be brought 
into actual connection with the system of conduction; in other words, 
that the general conducting power of the mass of the edifice should be 
completed, and all attractive and prominent parts allied in one pro- 
tective combination, so as to '' bring the whole ^ (as it has been 
expressed by Sir William Snow Harris) " as nearly aa may be into 
that passive or non-resisting state which ^' it would assume, supposing 
the whole were a mass of metal." In the present case, assuming the 
conductor itself to have been efficient, a point which there seems no 
sufficient reason for doubting, the system of conduction was ob- 
viously defective. ^NTot only was the whole length of the building 
left unprotected, the conductor having been on a pole at one end, and 
carefully insulated from the building, but the iron door which was at 
the opposite end, was absolutely unconnected therewith, and was not 
itself supplied with any earth connection." 

" It appears clear, therefore, that even what may be deemed per se 
an efficient lightning conductor, i.e. a conductor, which, considered 
alone, offers a path of little or no resistance even to a powerful 
electric current, does not afford a reliable protection to a building 
unless it be scientifically applied, and with due regard to those prin- 
ciples upon which the more eminent authorities on electrical science 
are agreed. To a disregard of these principles, especially in respect 
of the iron door being left out of the system of conduction, and un- 
connected therewith, I believe the present accident may be attributed." 



EEP0ET8 OF COMMITTEES ON THE POWDEE MAGA- 
ZINES AT PIJEFLEET. 

(Phil. Trans., 1773, p. 42, and 1778, Part I., p. 232.) 

(^Abstracted hxj Prof. W. G. Adams, F.B.3.) 

Beport of a Committee consisting of the Hon. Henry Cavendish, 
Dr. Watson, Dr. Franklin, Mr. J. Eobertson, Mr. Wilson, and Mr. 
Delaval, appointed by the Eoyal Society, " to consider of a method 
for securing the powder magazine at Purfleet." 

A powder mill at Brescia having blown up in consequence of being 
struck by lightning, the Board of Ordnance applied to Mr. B. Wilson 
to know in what way the powder magazine could be protected. He 
recommended that a blunt conductor should be employed, whereas 
Dr. Franklin recommended a pointed conductor. The Committee met 
and Dr. Franklin read a paper on the subject, and the report of the 
Committee was in conformity with Dr. Franklin's views. 

The Committee went to Purfieet and examined the buildings. 
They found that the barrels of powder, when the magazines were full, 
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lay piled on each other up to the spring of the arches ; on each barrel 
were four copper hoops, which with vertical iron bars formed broken 
conductors within the building. These iron bars were ordered to be 
removed. 

The Committee advised that at each end of each magazine a well 
should be dug in or through the chalk, so deep as to have in it at 
least four feet of standing water. From the bottom of this water 
should arise a piece of leaden pipe to or near to the surface of the 
ground, where it should be strongly joined to the end of an upright 
iron bar, an inch and a half in diameter, fastened to the wall by 
leaden straps, and extending ten feet above the ridge of the building, 
tapering from the ridge upwards to a sharp point, the upper twelve 
inches of copper, the iron to be painted. 

Lead was mentioned for the underground part as less liable to rust, 
in the form of a pipe as giving greater stiffiiess for the substance, and 
iron for the part above ground as stronger, and less likely to be cut 
away. The pieces of which the bar may be composed should be 
screwed strongly into each other by a close joint with a thin plate of 
lead between the shoulders. Each rod in passing above the ridge 
should be strongly and closely connected by iron or lead, or both, with 
the leaden coping of the roof, so making metallic communication 
between the two bars of each building. 

It was also advised that two wells be dug within twelve feet of the 
doors, one to the north of the north building and the other to the 
south of the south building, and that metallic communications be 
made between the water in them and the leaden coping of the roof. 

The Board house stood 150 yards from the magazines, on elevated 
ground, and was a " lofly building with a pointed hip-roof, the copings 
of lead down to the gutters, from which leaden pipes descend at each 
end of the building into the water of wells of forty feet deep, for the 
purpose of conveying water forced up by engines to a cistern in the 
roof." 

As to the Board-house, they thought it already well furnished with 
conductors by the several leisuien commimications above-mentioned 
from the point of the roof down into the water, and that by its height 
and proximity it may be some security to the building below it ; they 
therefore proposed no other conductor for that building, and only 
advised erecting a pointed iron rod on the summit, similar to those 
before described and communicating with those conductors. 

Mr. Wilson dissented from that part of the Eeport which recom- 
mended that each conductor should be pointed, because, he says, '* by 
points we solicit the lightning, and may promote the mischief by draw- 
ing the charges from charged clouds, which would not discharge at all 
on the building if there were no points on the conductors." By experi- 
ments made and appealed to at the Committee the difference in the 
effects between pointed and blunted conductors is as twelve to one. 
Mr. Wilson states that, "A thunder doud, therefore, if it acted at 1200 
yards distance upon a point, would require a blunted end to be 
brought within the distance of 100 yards, and beyond those limits 
would pass over it without affecting it at all.'* He also says, *' The 
longer the conductors are above the building, the more danger is to be 
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apprehended from them. I have always considered pointed con- 
ductors as being unsafe by their great readiness to collect the light- 
ning in too powerful a manner." 

Mr, Wilson adds an account of an accident to St. Paul's Church, 
and some curious reasoning on it in support of his own views. (See 
PMl. TranB. 1773, p. 59—61.) 

On the 15th of May, 1777, the Board House at P.iirfleet was struck 
by lightning, and some of the brickwork damaged (See Pkil. Tran., 
1778, Pt. I., p. 232). About 6 p.m., after heavy rain through the 
day, a heavy cloud Lung over the house for some time, and Mr. 
Nickson, who watched it from the house and gives the account, says 
he suspected that some of the conductors mii^ht findemploymeut from 
it. He had not been long at the window before a violent flash of 
lightning and clap of thunder came together. The lightning struck 
one of the iron cramps that hold the coping, and made a dent in the 
lead of the cramp and the stone adjoining it, throwing some stone 
down and slightly disturbing about a cubic foot of brickwork at A, The 
iron cramp was situated over a plate of lead, and the ends of it, 
inserted in the stone, came within 7 inches of that plate, which com- 
municated with the gutter, and served as a fillet to it ; thb gutter 
was part of the main conductor of the building. The lightning struck 
throi^h the stone, &c., to the comer of the plate, fusing a very small 



portion of it. i'rom this point no fiirther efl'ect of the lightning 
could be traced. At the distance of seven feet and a-half from the 
place struck, a large leaden pipe went down from the gutter to a 
cistern of water in the yard. It is remarkable that the suriace of 
one of the hip-rafters, four inches and a-half in diameter, covered 
with lead (communicating with the gutter), and reaching within 
twenty-eight inches of the place struck, seems not to have been at all 
affected. The distance from the point of the conductor on the house 
to the part itruck was forty-six feet. 
A fresh Committee of the Boyal Society, consisting of Mr. Henly, 
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Mr. Lane, Mr. Naim^, and Mr. Planta, recommended a channel to 
be made from cramp to cramp round the parapet, filled with lead, and 
connected in four places with the main conductor on the roof of the 
building. 

Mr. Wilson again dissented from their report, and attributed the 
hanging of a heavy cloud over the house (it being calm at the time) 
to the presence of the pointed lightning conductor. 

An account of Mr. Wilson's elaborate series of experiments at the 
Pantheon on a long cylinder to illustrate the effects of pointed and 
rounded conductors occupies seventy pages of the Philosophical 
Transactions ; and another Committee of the Eoyal Society, consist- 
ing of Sir John Pringle, Dr. Watson, Henry Cavendish, W. Henly, 
Bishop Horsley, T. Lane, Lord Mahon, E. Naime, and Dr. Priestley, 
report in favour of having additional conductors ten feet high, with 
copper eighteen inches long, finely tapered and acutely pointed placed 
upon the magazines. They conclude that *' elevated rods are prefer- 
able to low conductors terminated in rounded ends, knobs, or balls 
of metal," conceiving that, the experiments and reasons, made and 
alleged to the contrary by Mr. Wilson, are inconclusive. 

Mr. Wilson's objections are again urged by Dr. Musgrave, but 
called in question by Mr. Nairne (see Phil. Trans., 1778, Pt. 2, 
p. 823), who makes a series of experiments to illustrate the advantage 
of pointed conductors. 

Both Mr. Wilson's and Mr. Naime's experiments agree in showing 
that " pointed conductors draw off the electricity from a cloud at a 
much greater distance than those which are blunted." Mr. Wilson 
objecting that this draws the charged cloud from a greater distance ; 
and Mr. Naime concluding that ^' a charged body is exhausted of 
more of the fluid by a pointed than by a blunted conductor," and so 
is not likely to cause so much damage since it discharges itself more 
gradually. 



BXPEEIMENTS AND OBSERVATIONS ON ELECTEICITY. 
By Benjamin Feankxin. Fifth edition. London, 1774. 

(Abstracted by Prof. T. Hayter L&wiSy F.S.A.) 

The author shows that pointed bodies draw off electricity much 
more effectually than blunt ones. 

When the land is hot, *' the lower air is rarified and rises ; the 
cooler, denser air above, descends." 

The clouds meet over the heated place, *' and if some are electrified 
and others not, lightning and thunder succeed, and showers fall." 

" As electrified clouds pass over a country, high hills and trees, 
towers, spires, masts, chimneys, <&c., as so many points, draw the 
electrical fire and the whole cloud discharges there. 

Therefore it is dangerous to take shelter under a tree. It is safer 
to be in the 6pen fields, especially if the clothes are wet. 

Metals are fused, possibly without heat ; the lightning creating a 
violent repulsion of the particles of the metal it passes through. 

[He afterwards admits this opinion to be erroneous.] 
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Describes experiments with sharp-pointed metallic bodies, and 
«ay8 : " May not the knowledge of this power of points be of use to 
mankind in preserving houses, churches, ships, &c., from the stroke 
of lightning, by fixing on their highest parts upright rods of iron, 
made sharp as a needle, and gilt, to prevent rusting ; and from the 
feet of these rods lead iron wire down the outside of the building into 
the ground ; or down one of the shrouds of a ship and her side till it 
reaches the water." 

" Would not pointed rods probably draw the electrical fire silently 
out of a cloud before it came nigh enough to strike, and thereby 
secure us from that most sudden and terrible mischief ?'' 

He mentions the case of the topmast heads of a ship being struck, 
but having flames upon them like very large torches before the 
stroke. 

He thinks that if there had been a good wire conductor from 
the heads to the sea there would have been no stroke or damage. 

He records the experiments on the 10th of May, 1752, at Marly, 
of M. D'Alibard, who placed upon an electrical body a pointed bar of 
iron 40 feet high. In a thunder storm sparks of fire were attracted 
from it. 

Again, at Paris, on the 18th of May, with the same result, by M. 
de Lor, with 'a bar of iron 99 feet high upon a cake of resin 3 inches 
thick and 2 feet square. 

Similarly in London in July, 1752, by Mr. Canton. 

He refers to other experiments. 

He experimented in 1752 with a kite of thin silk (as being able to 
bear the wet), having a very sharp-pointed wire fixed to its top, above 
which it rose about a foot. The kite was raised by twine, the part in 
the hand being made of silk and kept quite dry. 

The pointed wire will draw the electric fire from thunder clouds, 
and when the rain has wet (sic) the kite and twiue, so that it con- 
ducts the electric fire freely, they will be electrified, and the electric 
fire will stream out plentifully on the approach of the knuckle. 

'' Spirits may be kindled, &c., as with a rubbed glass or tube, and 
thereby the sameness of the electric matter with that of the lightning 
be completely demonstrated." 

September, 1752. He erected "an iron rod to draw the light- 
ning into his house in order to experiment on it." 

After many experiments, he concluded that "the clouds of a 
thunderstorm are most commonly in a negative state of electricity, 
but sometimes in a positive state." The latter, he believed, rare. 

" So that, for the most part, in thunderstrokes, it is the earth that 
strikes into the clouds, and not the clouds into the earth." 

Li the contrary (rare) case the cloud was, "I conjecture, compressed 
by the driving winds or some other means, so that part of what it 
had absorbed was forced out, and formed an electric atmosphere 
round it in its denser state, so communicated positive electricity to 
my rod." 

" The electric fluid, moving to restore the equilibrium between the 
cloud and the earth," takes, in its way, all the conductors it can find 
(v. page 132 of Eranklin's book) — as metals, damp walls, moist 
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wood, Ac. — and will go considerably out of a direct course for the 
sake of the assistance of a good conductor." 

*' Explosions only happen when the conductors caiuiot discharge 
it as fast as they receive it, by reason of their being incomplete, dis- 
united, or too small, or not of the best materials for conducting.^ 

He supposes that a wire ^ inch diameter will conduct the electricity 
of any one stroke of lightning ever known. 

Iron is the best material, as least liable to fuse. 

*' Pointed rods erected on buildings and communicating with im)idt 
earth would either prevent a stroke, or, if not prevented^ would con- 
duct it so that the building should sufier no damage. 

He gives instances of a small wire acting as conductor and saving 
the building, though the wire, being too small, was utterly destroyed. 

His theory as to the crooked course of lightning is as follows : 

" Who knows but that there may be, as the ancients thought, a 
region of this fire (electric) above our atmosphere, prevented by pur 
air and its own too great distance of attraction rrom joining our 
earth. Yet some of it be low enough to attach itself to our highest 
clouds," which thence become electrified, &c. 

'* I am still at a loss about the manner in which clouds become 
charged with electricity, no hypothesis I have yet formed perfectly 
satisfying me." 

He describes how he and others have been struck down by electric 
shocks without feeling pain or sustaining permanent injury. 

For protecting powder magazines, erect a mast not far from it, and 
15 or 20 feet ab6ve the top of it, with a thick iron rod fastened to it, 
reaching down till it comes to water. 

" In buildings the rod may be fastened to the walls, chimneys, &c., 
with staples of iron. The lightning will not leave the rod (a good 
conductor) to pass into the wall (a bad conductor) through these 
staples. It would rather, if anywhere in the wall, pass out of it into 
the rod to get more readily into the earth." 

If the building be very extensive, two or more rods may be placed 
at different parts for greater security. 

It is well not to sit near the chimney, or gilt objects, during a 
thunderstorm. 



AN ESSAY ON THE CiLTTSE OF LIQHTNINQ, and the manner hy^ 
which the thunder cHauds become possessed of their electricity, deduced 
from known facts and properties of that matter, to which are added 
plain directions for constructing and erecting safe conductors. By 
Jons Simmons. 8vo. 1775. 

(Abstracted by Prof T. Hayter Leuns, F,8,A,) 

*' As on the earth the operation necessary for the excitation and 
collection of the electric fluid is attrition." ... "So we may ration- 
ally conclude that attrition is the means of excitation and collection 
of electric matter in the clouds as well as on the earth." 

By metallic conductors buildings may be preserved from the effects 
of lightning 

F 
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Electridty ascends from the earth to the clouds bj means of moist 
air. 

" A conductor is a continuation of metal from a certain height 
above the highest part of a building to moist earth or water "... 
" for easy and safe passage of lightning." 

Metal is the best of all conductors. 

The author quotes from Franklin " buildings that have their roofs 
covered with lead and spouts of lead continued from roof into ground 
to carry ofF the water, are never hurt by lightning when it falls on 
such a building." 

The conductor may be made of any metal, and flat or round. 

But nowhere less than | inch diameter except at terminal. 

But iron rusts, so copper or lead should be used. Lead is best, 
used in strips 4 inches wide and -rV^h inch thick. 

Good earth contact required in moist earth (going therein at least 
5 feet) or water. 

The several lengths of the conductor must be well in contact by 
being screwed, if of iron ; soldfered, if of lead. 

The upper terminal to be iron or copper rod 9 or 10 feet long, 
I inch diameter, and 2 to 5 feet above top of highest chimney or other 
part of building. 

It should be pointed as this attracts electricity better. 

Lead roofs to be connected with conductor. (Examples given of 
house and ship struck.) 

No building or object is known to have been struck by lightning 
within 50 feet of a proper conductor. But a tree has been shivered 
within 52 feet, so we may conclude that protecting influence extends 
to 50 feet horizontally in every direction from the point of conductor. 

In gunpowder stores, conductors are not to be fixed to the build- 
ings, but at (say) 12 feet away, fastened to a standard, the top being 
as high above the building as it can be conveniently. 

No metal on sides or roof of the building is to be exposed to the 
lightning so as to attract it. 



A TREATISE on ATMOSPHERIC ELECTRICITY. 

By John Mubeat. 1830. 

(Abstracted by Prof. W. G. Adams, F.E.S.J 

In Chapter V., on lightning identified with electricity, the author 
speaks of fireballs and the Aurora Borealis, and ascribes the formation 
of shooting stars to electrical action. He does not believe they come 
from distant space into our atmosphere, but regards them as con- 
cretions formed by a flash of lightning darting through gaseous 
media and atmospheric air expanded by heat, carrpng metallic dust 
and earthy particles ejected from volcanoes, or carried up by evapora- 
tion or other causes, and diffused over an immense surface in the 
upper regions of the air. " The lightning carries, like a ploughshare, 
the accumulated matter in its progress, and, by the powerful 
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electrical attraction thus excited, these particles will he drawn iTit<> 
the vortex of the lightning instantaneously ; for, the lightning finally 
encountering an electricity of an opposite kind, an explosion ensues, 
and the collected mass is instantaneously fused and agglutinated, 
while the meteorite thus formed tumbles to the ground. . . . We 
therefore do not see the necessity of considering meteoric stones 
extra atmospheric,^^ 

In this way John Murray goes on page after page, but the above 
will probably be sufficient notice of his work. 

The following are the conditions he lays down for a good con- 
ductor : — 

1. A finely pointed summit to ofier an unresisting entrance. 

2. A sufficient length to anticipate, as it were, the descending 
electricity, and receive it on its summit before it could reach any 
part of the building. 

3. A superior conducting power in the material of the rod to 
facilitate its passage to the earth. 

4. A sufficient thickness to prevent its fusion, which, however, will 
greatly depend on the resistance it has encountered in entering the 
conductor. And, finally 

5. A safe conduction to a well or moist surface below ground. 

He says : " Let the wires below ground in contact with moisture 
pass through a cylinder of zinc before they diverge to form the root, 
the copper wires will in this case alwavs remain free from any oxida- 
tion." 



HAERIS'S LIGHTNING CONDUCTOES. EEPOET to the Com- 
mittee upon Mr. Sno>w Habbis's and other Lightning Condtjctoes. 

(February 11th, 1840. Parliamentary Paper. Fcap. folio). 

(Abstracted by Professor W, E, Ayrton), 

Instances are given of ships not provided with lightning conductors 
being struck and damaged, whilst others lying near, and provided 
with conductors, were not injured. The question of lightning con- 
ductors attracting lightning considered, and evidence shown to the 
contrary. Lateral discharge from a lightning conductor considered. 
Evidence against it, if only the conductor were continuous and of 
sufiicient size. Faraday considered that a man leaning against one 
of Harris's conductors when the electricity descended would not be 
hurt. Proposition to place a globe of glass on the head of the mast 
in place of a lightning conductor considered, and the conclusion 
arrived at that it would do harm. 

Wheatstone stated that " in the Eeport of the Committee of the 
Academy of Sciences of Paris, appoinli^d to investigate the utility of 
lightning conductors, there is no instance on record of an iron rod of 
^ inch in diameter being fused or even made red-hot by a flash." 

Mechanical objections to lightning conductors on ships considered 
and discussed. Decided that the application of Mr. Harris's conductor 
tended rather to strengthen than weaken the mast and spars. Then 

F 2 
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follows a large number of letters, giving accounts of accidents from 
lightning to ships, &c. 

Decision arrived at that on the whole Mr. Harris's conductor is the 
best of those examined. 



THE DIFFEEENCE bbtwbbit LEYDEN DISCHASaES Ain> 
LIGHTNING FLASHES. By C. V. Walkbb, Hon. Sec. Lon. 
Electrical Soc. London. 1842. 

(AhstracUd hy Prof. T. HayUr Lewis, F.S.A.) 

The author alludes to the experiments of Franklin, &c. 

The distance to the lower surface of clouds, observed by Le Ghentil 
and others, shows an average of 1000 to 2000 feet, whereas the 
greatest length of spaik with a large machine is 3 to 4 feet. 

The inductive action bears some inverse ratio to the distance. 

Leaves of trees have a remarkable property of silently drawing off 
electricity. 

He gives the particulars of a large number of experiments, with 
arguments thereon, to prove the theory of the difference between 
Leyden discharges and fightning. 

Quotes examples of lightning on conductors and buildings to show 
that the conductor takes part only of the charge, the remainder 
taking other paths. Contiguous semi-insulated bodies must not be 
left unconnected with the Hghtning rod. 

He quotes, with approval, the advice of Faraday, viz., to tie 
together with a metallic connection all contiguous readily-conducting 
bodies. 

Cites numerous other opinions to the same effect, viz., that all 
metallic parts of a building should be connected with the conductor. 

He sums up by stating '' that the Leyden charge differs consider- 
ably not so much in iiature as in degree from that of the cloud, inas- 
much as the proximity of the coatings in the one case is infinitely 
small compai^ with the distance in the other," <&c. 

He expresses great confidence in Sir W. S. Harris's system for pro- 
tecting ships. 



THE EFFECT OF A LIGHTNING FLASH on the steeple of 
BEIXTON CHIJECH, astd OBSEEVATIONS ON LIGHT- 
NING CONDrCTOES GENEEAIiLY. By C. V. Walkbb. 
London. 1842. 

(Abstracted by Prof. T, Hayter Lewis, F.S.A,) 

The author refers to Faraday's experiments, as shewing instances 
of lateral discharge, and says, '* unless precautions are taken to 
prevent its proceeding from a lightning conductor, that instrument 
literally invites the enemy within doors." 

He gives detail of the accident at Brixton, there being no lightning 
conductor. 
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• The stroke did much damage to the steeple and then passed off 
harmlessly by the metal gutters and rain-water pipes. 

One side of the steeple was drenched with wet and carried off part 
of the stroke. 

He quotes examples of the apparently protective action of high 
trees. 

Lofty trees near lofty buildings would materially mitigate, if not 
prevent, the violence of the stroke. 

The accident at Brixton shows that the lightning takes not simply 
the shortest^ but, in addition, the largest path. 

Had the steeple been provided with a lightning conductor outside, 
passing near the clock face or the bells, or water pipe, it is more than 
probable that a flash would pass from it to these vicinal conductors. 

If outside the tower the danger would be greater. He recommends 
that the metal cross on the steeple be replaced by a stone one, and 
that the present iron rain water-pipes be connected by copper rods or 
plates, which are also to be connected with the lead work of roof. 

The bells are also to be connected with each other and with the 
conductor. 

Every bolt-clamp or other piece of metal within " striking distance" 
of the conductor, unless in direct communication with it, is liable to 
cause lateral discharge. 

The odour developed by lightning was, at Brixton, decidedly 
aolphurous, as a piece of stone which was shattered by the stroke 
retained the odour of sulphur distinctly for several hours. 



ON THE NATUEE OF THUNDEE8T0RMS ; and on the means 

OP PROTEOTING BUILDINOS AND SHIPPINa AGAINST THE DESTBUCTIVB 
EITBOTS OP LIGHTNING, By W. SnOW HaSBIS, F.E.S. 1843. 

(Abstracted hy Prof, Ayrton,) 

The backstroJce may do injury, that is, a person may be killed in 
consequence of a flash of lightning passing between the clouds and 
the earth at some distance from the person. 

In the Phil. Trans, for 1787, Mr. Brydone writes to the President 
of the Eoyal Society, and mentions the case of two men riding in 
two carts, the front one drawn by two horses, these horses and the 
man driving them were killed; the man on the hinder cart and a 
shepherd at a distance, saw the occurrence and heard a report but 
observed no lightning. 

A mstallie screen appears to protect the interior from the auction of a 
current, as well as from static induction. 

Dr. Franklin found he could not destroy a wet rat by artificial 
electricity, although he could a dry one. 

The first lightning conductor was erected in England at Payneshill, 
by Dr. Watson, in 1762. 

The lightning conductor should expose a large surface, and should 
be united with all the great masses of metal in its vicinity. For 
stationary elevations the conductor should consist of solid or tubular 
rods or fiat plates of metal. We must consider the mechanical action 
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tlie lightning may produce on the condacfcor, as well as any possible 
heating action. Sir W. Snow Harris mentions that there were no 
signs of fusion in the fragments of the linked brass rod, at Charles 
Church, Plymouth, torn to pieces in 1824, or in the small pieces of the 
conductor at the Hotel des Invalides, at Paris, consisting of a strand 
of twenty iron wires, and which was smashed in 1839. 

He says the benefical effect of superficial conductors appears to 
depend on the removal of the electrical particles further out of the 
sphere of each other s influences. 

" Thus we find,"' says Sir W. Snow Harris, " in a variety of cases 
of damage by lightning that the passing charge, in striking on large 
ezpandeKcl sheets of metal has become comparatively tranquil, and has 
been traced no further, whilst in striking on large masses of metal 
exposing but a small surface, it has assumed an intensely rctlve state." 

He goes on to state that the resistance of the conductor must be 
kept as low as possible, and as neither the resistance nor the heat 
developed is increased by rolling the wire out into a flat surface, he 
argues that ** there is, consequently, no disadvantage in giving a light- 
ning rod as much superficial capacity as possible, as regards conduc* 
ting power, whilst, on the contrary, the diminished intensity attendant 
on it is very advantageous : this effect of superficial conductors 
appears to depend on the removal of the electrical particles further 
out of the sphere of each other s influence." 

What qvantity of metal is requisite for a lightning rod? He con- 
cludes from the results of a number of accidents that '* a copper rod 
I inch diameter, or an equal quantity of copper under any other form, 
would withstand the heating effect of any discharge of lightning 
which has yet come within the experience of mankind." 

Practical deductions. — "From the various enquiries contained in the 
first 123 pages of this book, we arrive at the following deductions : — 

" 1st. Copper is the best kind of metal for a conductor. 

" 2nd. The quantity of metal should not be less than that repre- 
sented by the section of a solid cylinder | inch diameter. 

" 3rd. The metal should be placed under as great an extent of surface 
as is consistent with strength, and should be perfectly continuous. 

"4th. The conductor should involve in its coarse the principal 
detached masses of metal in the building. 

" 5th. It should be placed as close as possible to the walls which are 
to be defended, and not at a distance from them, and be carried at 
once directly into the ground. 

"6th. It should be attached to the most prominent points of tlie 
building, and if the length be very considerable its dimensions should 
be increased. 

" Lastly. In extensive ranges of buildings, all the most prominent 
parts should have long pointed rods projecting freely into the air, and 
the greater the range oi building the higher they should be. 

" In particular cases, in which expense must necessarily be con- 
sidered, wrought iron tubing may be employed; it should not, 
however, be less than 2 inches in diameter, and -^oths of an indi in 
thickness." 

Insulating the lightning conductor from the building is quite valueless. 



( 87 ) 

The method of fixmg lightniug conductors to ships is explained at 

considerable length. 

Range over which Iht proUeting power of the lightning rod extendi. — 
Great doubts exists as to the answer to this question, sioce in man; 
cases one portion of a building has been struuk while a lightning rod 
in good condition existed close by. 

For example, the powder magazine at Bayonne was 56 feet long, 
36 feet wide, covered with thick vaulted masonry and a sloping root' 
with gable ends, protected by plates of lead : the gutters were also of 
lead, and there were the usual spouts lor discharging the rain. The 
lightning rod projected about 20 feet above the building, and was 
attached to the lead of the roof by a metallic socket through which it 
passed, and which was soldered to one of the lead coverings. Instead 
of being carried, however, directly into the earth at the foot of the 
wall, it was turned outward at about 2 teet from the ground, and 
being bent at right angles, was continued on semi-insulating posts of 
wood into a trench tiUed with charcoal, distant 33 feet from the wall. 

On the 23rd of February, 1829, the building was struck, the point 
of the conductor meltod, and the leaden plates by which it was 
attached to the wood posts at the foot of tde wall, were more or less torn 
and perforated by holes. No damage, however, ensued to the building 
in the course of the conductor. At the south-west comer, a sheet ot* 
lead covering the gable end was torn out immediately over a point 
where two atones of the cornice were united by an iron cramp. 

Sir W. Snow Harris considers the possibility of this damage having 
arisen " from the conductor (in consequence of being continued at so 
great a distance from the building) not offering a sulRciently easy line 
of transit for the discharge to the earth," but he rejects this explana- 
tion and concludes that the damage arose from the lightning striking 
the building in two points. 

Again, the Hecliingham poorhouse, although armed with eight 
pointod lightning rods, was struck, in 1787, at a point m. 70 feet 
from the nearest conductor c. 



The squares at a, h, e, d, e,f,g,h, indicate chitanef b to which light- 
ning conductors were attached. The centre range was 108 feet long, 
ihe flatiks each about 160 feet long: the details of the lightning 
conductors are not given. One portion of the lightning discharge 
struck one of the conductors and was carried off by it without damage 
to the building, one portion struck the building at the point m and 
and also the shed at t, doing some damage, and a third portion struck 
the ground immediately in front of the building near a gate, 0-. 

The ship ^tna was struck in 1830 by several heavy electrical 
diechargea when at Corfu. These for the most part passed down a 
chain conductor attached to the mainmast. One of the discharges, 
however, struck the' ship near the bow, and exploded about 12 feet 
above the forecastle close to the foremast, knocking people down, &c. 

The Board-house at Purfleet was a lofty building with a pointed 
roof, well leaded and connected by lead gutters and pipes with the 
earth, and with wells 40 feet deep for the purpoae of conveying water 
forced up to a cistern on the roof. It waa, therefore, only thought 
necessary to add an iron spike about 10 feet long to the middle of 
the highest part of the roof. The building, however, in 1777, was 
struck and slightly damaged at a point 46 feet from the conductor. 

Several other examples illustrating how small an area a lightning 
rod protects follow. 

Sir W. Snow Hams farther concludes that experience shows that 
lightning will not leap from a lightning rod to a piece of insulated or 
semi-ins alated metal near it, although a discharge ma^ take place 
between the rod and a distant metallic mass in connection with the 
earth, bnt not otherwise in connection with the rod. 

He lastly considers the question, formerly much debated as to 
whether a lightning rod attached to a house will attract to the house 
a dischai^ that otherwise would not have struck it, and he coneludes 
that there is no foundation for the erroneous impression that the 
existence of a lightning conductor tsa ever cause dunage. 
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AN ACCOUNT or the CHIMNEY of the EDINBUEGH GAS 
WOEKS. Br G. Buchakan, C.E., F.E.S.E. 

[Proceedings of the Eoyal Scottish Society of Arts, 1850-51.] 

(Abstracted by G. J. Symans, F.B.S.) 

This chimney has a total height of 341^ feet (329 feet above 
ground), it is ciroular ; at the top the internal diameter is 11 feet 
4 inches, and the external 13 feet 10 inches ; and at the bottom, 
internal diameter 20 feet, external 26 feet 3 inches. 

Eespecting the conductor Faraday was consulted, and replied as 
follows : — 

"The conductor should he oi ^ inch copper rod, and should rise 
above the top of the chimney by a quantity equal to the width of the 
chimney at the top. The lengths of rod should be well joined 
metaUicaUy to each other, and this is perhaps best done by screwing 
the ends into a copper socket. The connection at the bottom should 
be good ; if there are any pump pipes at hand going into a well they 
would be useful in that respect. As respects electrical conduction, no 
advantage is gained by expanding the rod horizontally into a strap or 
tube — surface does nothing, the solid section is the essential element.* 
There is no occasion for insulation (of the conductor) for this reason. 
A flash of lightning has an intensity that enables it to break through 
many hundred yards (perhaps miles) of air, and therefore an insula- 
tion of six inches or one foot in length could have no power in 
preventing its leap to the brickwork, supposing that the conductor 
were not able to carry it away. Again, six inches or one foot is so 
little that it is equivalent almost to nothing. A very feeble elec- 
tricity could break through that barrier, and a flash that could not 
break through five or ten feet could do no harm to the chimney. 

" A very great point is to have no insulated masses of metal. If, 
therefore, hoops are put round the chimney, each should be connected 
metallically with the conductor, otherwise a flash might strike a hoop 
at a corner on the opposite side to the conductor, and then on the 
other side on passing to the conductor, from the nearest part of the 
hoop there might be an explosion, and the chimney injured there or 
even broken through. Again, no rods or ties of metal should be 
wrought into the chimney pandlel to its length, and therefore to the 
conductor, and then be left unconnected with it." 

In answer to some forther inquiry, Professor Faraday again 
wrote : — 

"The rod may be dose along the brick or stone, it makes no 
difference. There will be no need of rod on each side of the building, 
but let the cast-iron hoop and the others you speak of be connected 
with the rod, and it will be in those places at least, as if there were 
rods on every side of the chimney. 

" I rod is no doubt better than ^ inch, and except for expense I 
like it better. But ^ inch has never yet failed. A rod at Coutfs 

* The very reverse of what was formerly held by high authorities.— [Note 
by Editor of Proc Roy. Scot. Soc of Arts.] 
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brewery has been put up at lj| inch diameter — but they did not mind 
expense. The Nelson column in London has ^ inch rod, | is better. 
" I do not know of any case of harm from hoop-iron inclosed in 
the building, but if not in connection with the conductor, I should 
not like it ; even then it might cause harm if the lightning took the 
end furthest from the conductor." 

The following paragraph states what was done : — 
" The electric conductor stands 6 feet above the iron top-plate, |-inch 
round copper, made &st to stone and brick-work with 7|-inch copper 
holdfasts let 4 inches into the masonry or brick-work, with a head on 
the inside and an eye on the outside to receive the rod as it was 
carried up. By these holdfasts an ascent can easily be made to the 
top by a small tackle suspended to the holdfasts. The conductor is 
metallically connected to all the iron-work on the stalk — the plate on 
the top, projectiog cope, malleable iron hoops, bolts on the top of 
stone pedestal, and also the ascending chain. The rod descends into 
a well about 10 feet from the foundation, and is immersed about 
8 feet deep in water, and the end turned up 2 feet in a horizontal 
direction, and flattened.'' 



PAPERS relative to SHIPWEBCKS BY LIGHTNINa, as pre- 
pared by Sib Snow Hjlbbis, and presented by him to the Admiralty. 

August 5th, 1854. Parliamentary Paper. Fcap. folio). 

(Abstracted by Professor W, E, Ayrton). 

Number of merchant ships destroyed by lightning, loss to the 
country. Application of lightning conductors to ships in 1820. 
Mode of applying them. Mechanical difficulties; how overcome. 
The saving to the Exchequer which has resulted. 

Long account of various ships in the Eoyal Navy not provided with 
lightning conductors, struck by lightning and damaged. Loss of life 
and injury that has resulted. Long account of ships provided with 
lightning conductors, and so preserved. 

Sir Snow Harris states that "although his system of lightning con- 
ductors ought to guard against all those violent and regular shocks of 
lightning falling within the ordinary experience of mankind, it is not 
to be expected that the system could guard against every possible kind 
of atmospheric electrical discharge, be the circumstances what they 
may, such as thunderbolts, fire-balls ; nor is it expected that it should 
guard against meteorolites, or against sweeping electrical action mixed 
up with convulsions of nature ; nor can it quiet those minor electrical 
effects producting electric glow ; nor can it always obviate that tre- 
mendous concussion and expansion of the atmosphere in cases in 
which a thunder-cloud discharges its lightning in a dense explosion on 
the masts, and which may rupture, or mechanically tear to pieces, 
frangible matter." 



K 91 ) 

STATISTICS OF BUILDINGS AND SHIPS STEUCK BY 
LIGHTNING. Br F, Dupbbz, Mbmbbb of the Aoademt. 

[Acad^mie Eoyale de Belgique, Extrait du Tome 31 des M^moires, 

5th December, 1857.] 

(Ahstrcieted hy Professor T, Hayter Lewis, F,S.A,) 

M. Duprez refers to the Eeport of a Committee of the Institute 
ofFraDce. (Vide Cbmpte* r«nd[t«, 1852-6.) 

He divides the subject into the following heads :-« 

1. The frequency with which lightning rods are struck. 

2. Their terminal points and the effects of the stroke on 

them. 

3. The conductors and their ground connections. 

4. The protective power of the lightning rods. 

1. Concerning the freqtiency with which lightning conductors are 
struck hy lightning. 

The author cites 144 cases of lightning rods having been struck. 
Of these seventeen were struck two or three times, so that the total 
number of electric discharges on them was 168, as far as recorded. 

But very many cases are not recorded at all, e.g,, from 1793 to 
1813 only two cases were noted. The great number of lightning rods 
struck would seem at first to support the idea that they attract 
lightning. 

But we must compare the number of rods struck with those 
fixed, and we find from a communication made in 1777 to the 
Academy of Berlin, that, even then, a large number were fixed to the 
most important edifices of N. Italy and !^gland. 

The same in 1784 to those in the ports of France and to the ships 
in the said ports. 

In 1794 the fortresses of Eussia were ordered to be so protected. 

In 1769 there were 166 edifices in Hamburg alone, and 104 in its 
environs, with conductors. 

If the number of conductors were so great in the last century, we 
must conclude that the number of those struck must be very incon- 
siderable as compared with those fixed. 

In Hamburg, e.g., not one rod is recorded as having been struck. 

In 1785, Ingen-Housz reports that of all the lightning rods placed 
by his direction on the Austrian powder magazines and other build- 
ings only one had been struck. 

In 1772, Franklin wrote, that during the twenty years in the 
course of which lightning rods had been fixed in America he knew of 
five cases only in which these rods had been struck. 

Sir W. S. Harris reports in 1854, as the results of twenty-two 
years' experience, that the number of veesels struck unprotected by 
lightning rods, as compared with that of vessels protected by his plan, 
was as three to two. 

The above show that the idea of danger from lightning rods is not 
well founded. 

Besides which it must be remembered that they are frequently 
placed in the most exposed positions, e,g,j of the 144 rods struck^ 
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seventy-four were on ships, and fifteen others on buildings which had 
been struck before. 

One would think that the number of terminals placed on a building 
would diminish the chances of their being struck, but it does not 
seem to be so ; e,g.^ twelve buildings in the first list had many 
terminals communicating with a common conductor or different con- 
ductors. 

Yet the lightning struck, with explosive effect, one or other of the 
rods of these buildings. 

And in each of two cases the lightning struck at once the three 
rods fixed to a building. 

Of the 144 cases above cited : — 

74 were to lightning rods fixed on ships 

30 „ „ „ towers 

9 „ „ „ powder magazines 

31 „ „ „ ordinary buildings. 



144 

In forty-four cases where one of Sir W. 8. Harris' conductors was 
fixed to each mast of a ship, the mainmast was struck twenty-seven 
times ; the foremast was struck fourteen times ; the mizen was 
struck twice ; both the main and foremast twice. 

2. As to the points of the lightning rods struck^ and the effect pro- 
diused on them. 

(Sir W. Snow Harris's system as adopted in the British Boyal 
Navy since 1830 is described. They are formed of bands of copper 
let into the masts. They have no upper terminals or points, and 
fifty-five are included in the list already quoted of 144 lightning 
rods struck.) 

Of the eighty-nine cases remaining in the list, only fifty-one are 
recorded as having their upper terminals ended with points. 

Of these, thirty had their points melted to a greater or less extent ; 
six of them were of copper or brass ; five were of copper gilt or iron 
gilt ; one was of brass silvered ; and four were of platinum. The 
others are not distinctly described, and the sizes seldom given. 

One of brass was 25*4 centimetres (c. 10 inches) long, and 5 milli- 
metres (ith inch) diameter at its base, and was melted for |th of its 
length. 

One of copper was 24 centimetres (c. 9^ inches) long, and 9 milli- 
metres (c. ^rd inch) diameter at base, and was almost all melted. 

One of platinum was 8 centimetres (c. 3 inches) long, and 1 
centimetre (c. ^rd inch) diameter at base. This was melted for a 
length of 5 or 6 millimetres (c. ith inch.) 

It results from the above &ct8 that the points of the Lightning- rods 
have been much too slender. 

The Institute of France recommends, therefore, for the points 2 
centimetres diameter (c. |th inch) at base, and only 4 centimetres 
(c. li inches) high, with an angle of opening of 28 to 30 
degrees. 

It has been urged, especially in Qermany, against the employ- 
ment of pointed upper terminals that these points ore fused by the 
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lightning, this fusion being regarded as dangerous on account of its 
action on inflammable substances near. 

As to this, the author cites three cases of buildings set on Are, 
though protected bj lightning rods. But the precise cause of the 
fire was not ascertained. 

Several observations show that the melted metal trickled down 
the side of the lightning rod. 

At Strasbourg the metal was pressed down on one side, and had 
bent like wax softened by heat. At other times the lightning dis- 
perses the melted metal in all directions. (Examples quoted.) 

With these &.cts before us we cannot altogether deny that some 
danger may arise from the fusion of the metal at the point of the 
terminal. But this danger can be much lessened, if not removed, 
by adopting the size, etc., of the lightning rods recommended by the 
Institute of France. 

Besides fusion, the points sometimes show distinct traces of me- 
chanical action caused by lightning. 

The author quotes six examples of this where the points had been 
curved. 

This shows the necessity of strengthening the points of the upper 
terminals. The curvature arises, probably, from the points being 
much heated by the lightning, and acted on by the wind. 

One case is noted of a point which had the appearance of having 
been struck violently by a hammer. 

Also of one in which the base of a point, where it was screwed to 
the rest of the upper terminal, was split for a length of 11 milli- 
metres (c. i inch). 

Also of a platinum point screwed on the upper terminal (copper), 
and retained by a pin, where the stroke tore away the pin, the point 
falling intact at the foot of the lightning rod. 

3. Of Conductors of lightning rods struck, and their contact with the 
ground. 

The author refers to forty-one cases of lightning rods struck when 
not on Harris's principle. 

Of these, 5 were of copper bands soldered together ; 5 were of 
copper wire either as rope or chain ; 1 was made of bands of sheet 
iron ; 11 were of bars of iron joined by screws or by solder ; 3 had 
pieces of lead between the parts where they were screwed together ; 
3 were of simple iron wire, or of rope or chain of iron wire ; 3 were 
of iron joined together by hooks ; 12 are described as chains (metal 
not specified) ; 1 is described merely as a conductor. 

The dimensions of the above are seldom given. 

The largest bands reported are 16 centimetres (c. 6| inches) in width. 

The largest bars reported are 55 centimetres (c. 2| inches) in 
width and 15 centimetres (c. ^ inch) in thickness. 

The description of the earth connection is also imperfect. 

Of eighty-nine lightning rods described as struck, only twelve are 
noted as having their ends in running water or wells, and one in 
damp soil. 

Fifteen simply entered the ground, it being noted expressly of six 
of these that it was dry. 
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In three cases were the lightning rods were struck the author found 
that the part at the base and in the damp earth had terminated in ft 
plate of lead, protected above the ground by a wooden enclosure. 

Three conductors of ships did not commimicate with the sea. 

Twenty-three cases are noted of ordinary conductors (not on Sir 
W. S. Harris's principle). 

The lightning melted, or reduced almost to powder, three. 

The first was on a house, and was of copper wire, the diameter not 
known, ending with a chain of iron buried in the earth. 

The second was on a ship's mainmast, and was of iron wire 6 milli- 
metres (c. I inch), diameter, 46 centimetres (c. 18 inches) long, folded 
at their extremities, and united by rings. 

The third (also to a ship) was a rope of three strands formed in 
the whole of 60 brass wires, each being one half to two-thirds of a 
millimetre thick. 

The two last conductors had their ends in the sea. 

The parts of these conductors, in place of being soldered or screwed 
together, were joined merely by hooks and rings like a surveyor's chain. 
Evidently a bad form as their contact is imperfect. 

In three other conductors, whose different parts were screwed 
together with lead between them, the stroke melted the lead. 

This shows the danger of lead from its fusibility, in addition 
to its less conducting power. 

The author gives examples of this, wherein a leaden pipe, 8 centi- 
metres (c. 3^ inches) external diameter, and 13 millimetres (c. ^ 
inch) thick, was melted. 

He quotes Arago as calling attention to the importance of the 
form of the bends in conductors, abrupt bends being dangerous. 

Two examples are quoted to prove this, the conductors having been 
broken by the lightning stroke at a sudden bend. 

To provide lest the lightning, after having struck the lightning 
rods, should abandon them for larger masses of metal near them, 
these masses should be made to communicate with the conductors. 

Cases are cited where the lightning quitted the conductor and 
struck metallic bodies near. Also, in respect of painting conductors, 
the author quotes a case where part of a bell wire adjoined a lead 
pipe which communicated with the conductor. Part of the wire was 
painted in oil colour, the other part not. The latter was melted, the 
first not, but the paint (though otherwise uninjured) had ceased to 
adhere to it. 

Three examples are cited of danger frgm conductors ending in 
water-tight tanks. 

In one case the stroke broke the conductor. 

In another it left the conductor and injured the building. 

In the third it merely melted the point of the upper terminal. 

Nevertheless, it often happens that the lightning, in spite of 
imperfect communication with the earth, disperses itself inoffen- 
sively. 

Out of fifteen cases of lightning rods struck, in which the con- 
ductors were simply buried, more or less, in the soil, they carried off 
the stroke in eleven without the buildings being injured, or any trace 
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being left of it, except that the ground was upheaved where the latter 
was too dry. 

The French Institute, in their report on the protection of the 
Louvre, considered it necessary to employ, under certain circum- 
stances, a conductor with two branches, the one descending into a 
subterranean source of water, the other communicating simply with 
the surface of the earth. 

On the other hand, Arago thought that conductors need not 
enter the ground, but communicate only with a metallic surface 
lying on the ground. 

This view is confirmed by the cases which the author mentions 
where the sur&ce of the earth being wetted by rain formed a con- 
ductor. 

Nevertheless, the two branches are desirable, in case one should 
fail. 

Fifty-five conductors on Sir W. S. Harris's system are recorded 
as having been struck, but the damage was quite trivial. 

Two electrical phenomena are to be noted as sometimes occurring 
when a lightning rod is struck. 

First, when a conductor is formed of metallic plates a peculiar 
noise is heard like water pouring on a fire. 

Second (independently of the form of the conductor), electric sparks 
are emitted from bodies near. The author cites example at Berne, 
1815. 

4. Protective agency of lightning rods. 

Out of 168 cases of lightning rods struck (vide page 91) there are 
only twenty-seven (c. ith) in which the buildings or ships have not 
been preserved, and of this sixth many of the conductors were im- 
perfect ; e.g., four terminated in earth which was unusually dry, and 
two of them were of insufficient size. 

Another was formed of pieces having their ends hooked. 

Two conductors ended in watertight tanks. 

Another was in the form of a surveyor's chain, the parts not being, 
consequently, in close contact. 

Others were badly jointed, or had imperfect communication with 
the ground or with the sea. 

In two cases the stroke broke the conductor at points where its 
direction was abruptly changed. 

In two other cases the lightning left the conductors struck, and 
fell upon buildings near without causing damage to those on which 
the rods were fixed. 

In the instance of a lightning rod fixed to the mainmast of the 
Jupiter (1854), the conductor was made of sixty brass wires, one half 
to two-thirds of a millimetre (0*02 inch) thick, and was broken by the 
stroke into thousands of pieces. The Institute Committee concluded 
that the lightning was not conducted by all the wires of the con- 
ductor. Those which it followed were insufficient to transmit it ; 
some were melted, some broken. The Committee recommended, 
therefore, that each metallic wire be tinned separately at the ex- 
tremity of the conductor, and soldered thereto for a length of about 
a decimeter (c. 0-4 inch), so as to form a metallic cylinder. 
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In the last six cases the particidars of the lightning rods are not 
given sufficiently to show the cause of their failure, but five are des-^ 
cribed as being of chain or ropes of metal wire. 

It results from the above facts that when the lightning rods have 
proved insufficient protection, their £Eulure has been owing to defects 
in their construction ; it is rather surprising to find how well build- 
ings and ships have been protected, even when the lightning rods 
have not been well constructed. 

In every one of the fifty-five cases where Sir W. S. Harris's rods 
were fixed they have protected the ships, except that not having points 
some slight damage has sometimes occurred to the tops of the masts. 

This shows their superiority over ropes or chains. 

Arago thought that lightning rods were protection against ordinary 
lightning, but not when it assumed the form of fire-balls. The 
author cites several examples to show that this opinion was not well 
founded. 

He considers a perfectly constructed Hghtning rod to be a perfect 
safeguard. 

But he adds that the lightning stroke produces electric disturbances 
in its vicinity, although the building be intact. 

He cites an example of this in respect of a prison whose inmates 
(300) experienced a great enfeebling of their muscular power during 
some seconds. 

Very few records exist relating to the area of action of lightning 
rods, and the elements for determining their protective power are 
sKght. The author gives a table showing the heights of points, 
horizontal distances, <&c., in certain cases, and cites four instances of 
ships whose foremasts were struck although the mainmasts had light- 
ning rods, and one where the mizen was struck though the fore and 
mainmasts were protected. 

TABLE GIVEN BY M. DUPREZ. 



Length of upper tenninal,or height" 
of point above that portion of the 
building on which tiie upper ter- 
minal was fixed 

Vertical height of point above the ' 
place struck " 

Horizontal distance of place struck 1 
from the base of upper terminal. 


In Mbtbbs. 


In English Fkbt. 


1 

1-6 

1-6 

16-2 

1 


•a 

94 


• 

•2 

CO 


i 

23 

71-2 
59-9 


1 

o 

1 -^ 

5 

6 
50 


1 


1 


S 

o 

8 

232 
197 


3-4 

7-6 
7-3 


1-6 

6-7 
17-4 


11 

26 
24 


5 

22 
57 



These instances show that we should be misled in considering, as 
being protected, a circular space whose radius was double the height 
of the lightning rod. 

The protected radius appears to be only equal to double the simple 
height of the upper terminal above any required point, and reckoned 
horizontally from a point vertically under the conductor. 
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[It will be observed that M. Duprez here contradicts himself in 
two consecutive sentences, and in a subsequent part of his work 
(p. 30) of the Memoir, he again says : '* Aucun des cas indiqu^s dans 
le numero pr^^dent n'infirme la r^gle gen^ralement admise, savoir 
que la sphere d*action d'un paratonnerre s'etend, dans toutes les 
circonstances, k un espaoe circulaire d'un rayon ^gal au double de la 
longeur de la tige, c'est-a-dire de la hauteur de la pointe au-dessus de 
la partie du b&timent sur laqueUe la tige est Bx6e" 

But the table given by M. Duprez gives two instances in which 
the stroke fell within the radius of once the height. — Ed.] 



EESUME. 

In the paragraphs which the author numbers 1, 2, 3, 4, and 6, he 
refers to former statements as to the proportion of lightning rods 
struck, &c. ( Vide page 91, &c.) 

5. There being several terminals on an edifice does not seem to 
diminish the chances of each being struck. 

7. In vessels, when the three masts have lightning rods, the main- 
mast is most frequently struck. 

8. Eefers to Sir W. S. Harris's lightning rods as being without ter- 
minal rods or points. 

9. The points of ordinary lightning rods have been made too sKght. 

10. Out of fifty-one cases of lightning strokes, thirty points have 
been more or less melted ; and the fusion is not without danger to 
the buildings. 

11. The lightning often leaves traces of mechanical action more or 
less decided. 

12. Eefers to defective constructions of ordinary lightning rods. 

13. Lead plates in conductors composed of bars joined together are 
dangerous. 

14. So are abrupt bends. 

15. Conductors should communicate with the masses of metal near, 

16. And must not end in watertight tanks. But 

17. Conductors often protect buildings, though the ground connec- 
tions are imperfect. 

18. It is weU for a conductor to have two branches, viz., one in 
water, and the other on the surface of the ground. 

19. 23. Eefers to the complete efficiency of Sir W. S. Harris's 
conductors. 

20. Mentions the noise, electric sparks, <&c., given off during a 
stroke, as before stated (page 95). 

21. Mentions the efficacy of lightning rods generally. 

22. Their failure being owing to defective construction. 

24. There is no proof that the electricity being in the form of a ball 
has been the cause of any conductor's inefficiency. 

25. The lightning rarely bursts on a building or ship without 
striking the lightning rod placed on it. Exceptions have, however, 
occurred in ten cases, as here described. But 

26. None of these instances invalidate the rule generally admitted, 

G 
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that the protectiYe action of the lightning rod extends, under all cir- 
cumstances, to a circular space whose radius is equal to double the 
length of the upper terminal, «.e., the height of the point above the 
part of the building on which the upper terminal is fixed. 



ON ATMOSPHEEIO ELECTEICITT. 

By Bextbbk Phillips. Loin)oir, 1863. 

(Abstracted by W. H. Freece, C.E.) 

This is a pamphlet of seven chapters, and fifly-seven pages, written 
to ventilate the author's own notions of the nature of electricity and 
its production in the atmosphere. He considers electricity to be two 
fluids of a species of substance, consisting of separated subsidiary 
atoms. " Electricity is comparable to a flying bullet ; the vis vivd of 
the bullet is like electrical intensity, and the mass of the bullet 
answers to the quantity of electricity." What the subsidiary atoms 
are like he does not say. 

Chapter I. is a fair resum^ of what is known of the electricity 
evolved by the friction of wet steam against solids in the hydro-electric 
machine. He agrees with Faraday l£at the cause of the evolution of 
electricity by the liberation of confined steam, is not evaporation, but 
the friction of the water particles against the sides of the jet-piece or 
orifice. Pure gases do not excite electricity; but impure air, when 
compressed does, from the friction against the orifice of those particles 
of water which are suddenly condensed by the cooling influence of the 
expanding air. 

Chapter II. is an attempt to show that electricity is evolved by the 
friction of " gaseous matter " against water, or vice versd. Ordinarily 
the issuing vapour in the hydro-electric machine is positively, and the 
boiler negatively, electrified ; but cases occur where this is reversed. 
According to the author, water by friction against gaseous matter or 
air, becomes positively electrified. 

Chapter III. applies this theory to thunder clouds, which are 
formed by the rapid inter-mixture of masses of the atmosphere thrown 
into circulation by heat. There are some capital descriptions of 
thunder clouds. They are often accompanied by whirlwinds, and 
always by rain. It is the friction of the whirlwind on the drops of 
rain that developes electricity — the rain being positively, and the air 
negatively, electrified. Hail is due to the ascending current of air 
carrying the drops of water to the region of snow and frost ! His 
notions are somewhat hazy, thus: — "Much of the positive electricity 
is conveyed to the earth by the lightning ; but the corresponding 
negative electricity from being carried upwards with the vertical wind, 
cannot so easily escape to the earth, so that the storm cloud contains, 
on the whole, more negative electricity than positive electricity " (p. 38.) 

Chapter V. contains the author s explanation of fire-balls, which he 
supposes to be a " glowing discharge," preparatory to the final spark 
or flash of lightning. " Probably most of the shooting stars are 
merely electrical fire-balls high up in the atmosphere " (!) 
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Chapter YI. is devoted to the Aurora Borealis, which 'pL&ya about 
the magnetic pole, and is an electrical phenomena of the upper strata 
of the atmosphere ; and Chapter YII. is an attempt to explain the 
auroral light as '* probably produced by the collision of the subsidiary 
atoms when they are in the act of electro-apposition." 

The pamphlet is said to be a condensed account of the discoveries 
of the author in matters connected with atmospheric electricity — 
discoveries which were described in papers handed ta the Boyal 
Society, but which that Society did not read. The Boyal Society 
were wise. 



LE COUP DE FOUDEE DB L'lLE DU EHIN PEES DE 
STEASBOUEQ. Pab M. F. Hugubny! 4to. Paris. 1869. 

(Abstracted by G, J. Symons, F'M.JS.) 

A very full account of an accident by ball lightning. The facts 
are set out as clearly as possible, the authority is given for every 
statement, and most carefully engraved plans and engravings are 
given of all the necessary details. It does not bear upon the question 
of lightning conductors except in that it shows that a discharge of 
globular lightning traversed a horizontal distance of 919 yards, passed 
in front, but below the top, of a building which had three good con- 
ductors upon it and struck a chestnut tree^ which was by no means 
the highest tree in the locality. 



DIRECTIONS FOE CONSTEUCTING LIOHTNING EODS. 

From " Essays on Meteorology,'' by Pbofbssoe Joseph Hekby. 

(Smithsonian Miscellaneous Collections* 8vo., 1871.) 

(Abstracted by A. J, Frost). 

1. The rod should consist of round iron, of not less than | of an 
inch in diameter. A larger size is preferable to a smaller one 
(ordinary gas pipe may be employed). Other forms of rod, such as 
flat or twisted, will conduct the lightning, and in most cases answer 
suflSciently weU. They tend, however, to give off lateral sparks from 
the sharp edges at the moment of the passage of the electricity 
through them, which might, in some cases, set flre to very combustible 
materials. 

2. It should be throughout its whole length in perfect metallic con- 
tinuity, either by screwing the parts firmly together or by welding. 

3. The rod should be covered with a coating of black paint. 

4. It should be terminated above with a single point, the cone of 
which should be encased with platinum not leag than j*^ inch in thick- 
ness. 

6. The shorter and more direct the rod is in its course to the earth 
the better ; acute angles should be avoided. 

6. It should be fastened to the house by iron eyes, which may be 
insulated by cylinders of glass; this, however, is not absolutely 
necessary. 

g2 
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7. The connection to the earth should be as perfect as possibl( 
in cities nothing is better for this purpose than to unite it to the gas 
or water pipes. When a connection cannot be formed in this way 
the rod should terminate in a well containing water, or if this is not 
practicable it should terminate in a plate of iron, or some other metal 
buried in moist ground. It should, before it descends to the earth, 
be bent, so as to pass off nearly at right angles to the side of the 
house, and be buried in a trench, surrounded with powdered charcoal. 

8. The rod should, in preference, be placed on the west side of the 
house, and on chimnies where a current of heated air ascends during 
the siunmer season. 

9. A single rod may be placed on small houses, and its elevation 
should be at least half of the distance to which its protection is ex- 
pected to extend. 

10. Metallic roofs should be united with the lightning rods. 

11. As a general rule, large masses of metal within the building, 
particularly those which have perpendicular elevation, ought to be 
connected with the rod. 



ON LIGHTNING AND LIGHTNING CONDUCTOES, 

By W. H. Pbbeob, Mem. Inst. C.E. 

(Journal of the ^Society of Telegraph Engineers, 27 November, 1872.) 

(Abstracted hy Prof, T, Hayter Lewis, F.SA.,) 

The author refers to the Escurial having been on fire seven times — 
four of them certainly from lightning ; yet no lightning conductor is 
fixed even now. 

The average deaths from lightning in England are eighteen per 
annum ; in France, ninety-five. 

From January 1, to July 31, 1872, 9*26 per cent, of instruments, 
of different forms, used in the tel^raph offices, were injured by 
lightning. 

Electricity is force, not matter, and Current is a well-defined 
term which implies a transferei^ice of electricity from one place to 
another. 

Thunderstorms differ only in degree from the phenomena which 
cause the ordinary snapping sparks from the machine. 

In any case there must be two conducting masses in opposite 
electrical states, separated by a non-conductor or dielectric. 

The light is the effect of the discharge, and is simply incandescent 
matter. It indicates the path of the discharge and nothing more. 

Death by lightning is painless. 

Potential is that function of electricity which determines its motion 
from one point to another. 

The path of electrical discharge is prepared beforehand by induction. 

The particles of air, &c., are in a state of " tottering equilibrium." 
A moving ship, a man on horseback may destroy this, and we have a 
discharge with all the effects of light, heat, and mechanical energy. 

It is very doubtful whether thunderclouds are themselves the 
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sources of electricity, producing thunder and lightning; they are 
more probably, mere accumulators as the coatings of a Ley den jar. 

Clouds have been known to be absent during a discharge. 

Moreover, the charge of a Leyden jar exists not in the coatings 
but in the dielectric separating them. 

So the discharge exists in tbe air and not in the clouds. 

Sheet lightning is a mere reflection of forked. 

Evidence proves that some such phenomena as ball or globular 
lightning exists, and an explanation of it has been given by C. Varley. 

Discharge is invariably through the line of least resistance. It 
may be through metals, bricks, trees, animals, and not always in a 
single track ; it is often divided into two, three, or even four lines. 

Thus, an electrical discharge in air, is simply a discharge between 
two electrified conductors, of such different potentials as to break the 
resistance of the dielectric separating them. 

There is nothing hidden, mysterious, or unknown in it. 

A ship is a prominent object ; generally a conductor, and reduces 
the line of resistance between the sea (inner coating) and the cloud 
(exterior coating of the condenser) determining discharge. 

Trees, buildings (except tall spires, &c.) are less prominent. 

The effects of lightning experienced on telegraph wires, poles, and 
instruments by direct discharge are less numerous than those by in- 
duction, and seldom destructive. 

There were only two cases in the past season where line wires 
(No. 8 iron, diameter 0'170 inch) were absolutely &sed. 

Accumulation of a charge upon a cloud converts it into a powerful 
inducing body. 

It induces in the wire an opposite electrical state. Discharge 
takes place. The cloud suddenly loses its coercive power. The wire 
recovers its neutral condition, and produces a powerful current in 
opposite direction. 

Wires are affected although buried two feet underground. Unpro- 
tected poles are often destroyed. In one case, twenty successive poles 
were so. 

Instruments have had their cases burst out, wood-work has been 
burnt, and the wires of electro-magnets, &c., been fused. 

Clouds are not perfect conductors, so do not part with all their dis- 
charge at once. There may be several successive discharges. 

Protection, — Sir. W. S. Harris's system approved. 

Houses. — Unnecessary expense is often incurred in protecting them. 

A warm flue, terminating in a metal grate, is a dangerous conductor, 
as it ends in the room and not in earth : hence so many accidents 
indoors. A lightning conductor should expose a prominent metallic 
point, and offer a path of little or no resistance thence to earth. 

Hitherto expensive plates or ropes have been used for this. But 
the author thinks galvanized iron wire \ inch diameter amply suffi- 
cient for any dwelling house. 

Telegraphic poles, protected by lightning conductors of No. 8 wire 
(J the above size), have never been injured. 

In one case, fifteen per cent, of unprotected poles have been struck. 

But no case of damage has occurred for many years since the poles 
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were earth-wired. The cross-arms are often damaged as far as the 
earth wires, never below. 

The author can conceive no case in which j^ inch standard gal- 
vanized iron wire is not ample. 

The conductor should be solid and continuous from the gilded or 
platinum point to the ground. 

Joints should be well soldered. Chains and linked rods should not 
be used. 

Earth connections should be formed with iron gas- or water-mains, 
or be several feet in coke, or in a well. 

Each conductor should make a separate earth. 

All masses of metal in the line of probable discharge are to be con- 
nected with conductor. 

Conductors should be examined periodically, they should not be 
insulated, nor be near soft metal gas-pipes, nor bent in acute angles. 

The area of protection appears to be that of a cone, whose radius 
is equal to the height of the conductor. 

One conductor is enough for small houses, but each stack of 
chimneys should have one in connection with, the main conductor. 

Lead roofs and iron pipes are easily made into protectors for 
buildings. 

Details given for protecting telegraph apparatus. 

The telegraph companies abandoned the use of protectors. The 
Post Office re-introduced them with good results. The Indian tele- 
graph apparatus is protected, and accidents scarcely ever occur. 

Prevention, — Points prevent the accumulation of charges. But 
with very tall conductors — as to spires — ^a current results constantly 
in one direction, producing electroljrtic action and destruction of 
conductor, as proved by one at Llandaff Cathedral. 

So earth should be made with large masses of metal, as gas- or 
water-mains. 

Galvanised iron fastenings should not be used to secure copper 
conductors to buildings, as galvanic action would be set up. 

Appendix. — Letters quoted from Mr. Latimer Clark and Dr. 
Faraday as to damage to underground wires from lightning. 

The Discussion on Mr. Preece's paper was conducted by Prof. Abel, 
Capt D. Qalton, Mr. Q-. J. Symons, who referred to Dr. Franklin's 
suggestion as to cold ^ion, Prof. Ayrton, who entered at length 
into the system of prevention used with the Indian telegraphs, Sir 
W. Thomson, and Mr. Latimer Clark. 

Mr. Preece replied, more especially alluding to the phenomena of 
fire balls. 



LiaHTNINO EODS AND HOW TO CONSTETJCT THEM.— 

By JoHir Phin, CJl. New York. 1873. 

(AhstracUd by W. H. Preece, G.E.) 

The author is not an electrician nor a pat^itee, but the Editor of 
an engineering paper called the Technologist. The book is vmtten 
chiefly to counteract the machioations of a great nuisance in the United 
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Sta);es, called the '' lightning rod man.*' The Author thinks a good 
rod as important as a fire insurance policy. Every case of injury 
that he has examined was due to defective rods, or to the absence 
of them. The lightning rod is an American invention. He mentions 
several cases of marked immunity from accident due to proper con- 
ductors, 9otably St. Paul's and the Monimient, London ; the Cathedral, 
G^neya ; and St. Mark's, Venice. 

The lightning rod should form the path of least resistance, and it 
may be of iron or of copper. If of iron he prefers a flat bar 1 inch 
by I inch, weighing 13 ounces per foot, or No. 00 copper, weighing 
6;! ounces per foot. He also advocates copper rope. 

He thoroughly believes in the conduction through the mass of the 
metal, and quotes (p. 12) several experiments in support of that view. 

He believes in a good earth and in connecting aU waterspouts, 
eaves, gutters, and metal work generally with the earth and with 
the conductor ; he thinks one good rod enough, and sees no reason 
why lightning rods should not be painted, indeed, thinks it better to do 
so, for they become less unsightly ; he has no &ith in points, nor in 
gilding, or platinising; he recommends instead cast iron caps to 
chimneys ; he discards insulation as absurd, and suggests that rods 
may be tacked, or stapled, or strapped to buildings, although he 
prefers staples; recommends strongly that wet earth should be 
reached, and that as large a metal sur&ce as possible should be 
exposed to the ground and embedded in coke ; he does not like any 
connections with the gas pipes. 

He suggests that iron conductors may be welded or have merely 
butt joints, but recommends solder with copper, after being bound 
with line wire. 

He adduces the fact that Mr. Brooks, of Philadelphia, measured 
the resistance of three rods attached to three buildings that had been 
damaged, and found the average to be above the resistance of one 
hundred miles of telegraph wire. 



TEAITfi DES PAEATONNEEES, &c. 
Pab a. Callaud. Paris. 1874. Boyal 8vo. 

(Abstracted by Latimer Olarlcj G,E,) 

This work consists of 171 pages. It commences with a short 
history of the subject, which occupies the first chapter. The remain- 
ing nineteen chapters treat successively of the collecting points and 
their mode of action ; the conducting rods and the methods of attach- 
ment to different classes of buHding, and their connection with the 
earth, with concluding observations. 

The second chapter treats of the height of conductors and the area 
protected, in which he follows the usual rules, and recommends lofty 
rods, their office being not only to saf^uard the building, but to 
withdraw electricity silently from the air and thus prevent strokes of 
lightning or diminish their violence. 

In Chapter III., after citing the opinions of many other writers, he 
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strongly advocates protectors furnished with sharp points of platina, 
or some inoxydisable metal, securely screwed and soldered on to 
copper rods, and condemns points of iron or copper. Throughout 
the work he treats cost as a secondary consideration and considers it 
false economy to spare any expense necessary to ensure the thorough 
perfection of the whole system. 

In Chapters IV., V., and VI. he gives drawings of connections and 
of various forms of weather-cocks. 

In Chapter VII. he recommends multiple points, especially in 
mountainous countries and where storms are prevalent. He also 
points out that many buildings are naturally protected by the metal 
roofs and ornaments belonging to them. So long as these are con- 
nected with the ground, he prefers that the projecting rod should be 
of round iron of considerable length and in one piece, and the con- 
ducting cable should wind round it as a collar, and be strongly 
attached to it by set screws and soldering. He does not advise that 
all the masses of metal within a building should be connected with a 
conductor, especially if they are in proximity with human beings, but 
with a well-made conductor he considers it safer to leave them 
isolated. (Chapter IX.) 

For the conductor he recommends Gay Lussac's construction, viz.', 
a rod of iron about § inch square, carried by iron supports, or a 
tvristed cable of iron wires having a diameter of f inch to | inch, 
well tarred or galvanised, 6 or 8 feet from the soil these are securely 
united to an iron bar ^ inch to 1 inch diameter. If of copper they 
may be smaller. Has seen rods of copper of | inch effectually pro- 
tect churches, but regards this as a minimum size for a length of 80 
feet and | inch as a maximum. The single wires of the cords may 
have a diameter of I millimetre ; the joints are made by splicing the 
strands together and soldering them. (He recommends conductors 
of straw in some cases for country use. Chapter X.) 

The conductor is led along the ground in a channel of half drain 
tiles, surrounded with coke uid terminates in a copper grapnel 
embedded in a basket of coke. (Chapter XIII.) 

Chapters XIV., XV., and XVI. gives details of the construction of 
lightning conductors for tall chimneys, powder magazines, and ships. 

In Chapter XVIII. he gives numerous examples of the utility of 
conductors, and in Chapter XIX. he gives a resume of his instructions, 
again insisting on the perfect continuity of the connections and the 
perfection of all the part« ; these instructions are also embodied in a 
note read before the Academie des Sciences, in 1862, a copy of which 
is given at page 167 of M. Callaud's work. 



BMTZABLEITEE-ANLAGEN. PEOF. C. ZENGEE'S STM- 
METEISCHE BLITZABLEITEE. C. Korte and Co., Prague. 

(Abstracted by O, J, Symons, F.B.S,) 

This. i» really a trade circular, but it gives, in a compact form, the 
considerations which have induced Prof. Zenger to propose his new 
system, and a description of the mode in which it i& carried out. In 
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the first place it may be well to reprint from tbe Meteorological 
Magazine, Vol. VIIE. (1873), page 166, the report of the paper read 
by Prof. Zenger at the British Association Meeting. 

PROP. ZENGER, ON THE ACTION OP SYMMETRICAL CONDUCTORS 

AND LIGHTNING CONDUCTORS. 

Professor Zenger read a paper on this subject, illustrating it with the well- 
known experiment in physics of placing two insulated hemispheres of brass 
plate in contact with another insulated sphere of brass. If the former were 
charged with electricity and removed from the inner brass sphere, there was 
found no trace of electricity on its surface. The electricity was shown to be 
accumulated on tbe surface of the outer spherical conductor, with e<^ual tension 
in every point of the surfaca Professor Zenger showed that if the outer 
hemispheres were replaced by two circular wires, no action whatever in the 
inner conductor was found. He said it was easy to see that this simple 
experiment might prove useful in regard to the construction of electric 
apparatus and of lightning conductors to protect buildings, and even whole 
cities, from the destructive action of atmospheric lightning. He had, there- 
fore, endeavoured to ascertain the effects if any other form of a symmetrically- 
arranged conductor were used, instead of a circular form. In the first instance, 
he had tried the parabolic wires joined to the electroscope ; next, a rectangular 
wire with five different openings. If placed exactly in the middle of the 
rectangular wire, no action was observed ; if placed eccentrically, however, 
there was small but increasing action ; and if he placed a needle or another 
shar|)-pointed instrument between the protecting wire and the electroscope, 
he still better observed the different action produced by placing the electro- 
scope in an eccentrical position. He therefore thought that it was possible 
by symmetrical wires placed on buildings, or over whole cities, so to procure 
an entire protection from atmospherical electricity. If the electric clouds 
should even enter between the objects protected and the protecting wires, 
their activity would be greatlv diminished, for the wires would become 
immediately charged, and nearly all the electricity accumulated on their 
surface without any danger to the protected buildings. 

Mr. Glaisher, who had taken the chair in the temporary absence of the 
president, said their thanks were due to Professor Zenger for his communica- 
tion upon a subject so important. What they wanted to know was the 
distance at which buildings were protected by a lightning conductor, and 
Professor Zenger's assertion that the sections of a globe were as effective as 
the whole globe itself, would be an important addition to scientific know- 
ledge if proved to be so. 

At)fessor Clerk-Maxwell, who said he had paid some attention to the 
subject of shielding bodies from electrical action by means of the wire, 
feared that the form that Professor Zenger had given them would be rather 
difficult to work out mathematiCHlly. 

Professor Zenger said that the corresxx)ndent of the Engineer newspaper 
had just informed him that the instrument hut of the Atlantic Telegraph 
Company at Valencia was protected by wires on tiie principle he had just 
mentioned, and the plan of protecting the hut had been devised by Mr. 
Cromwell Varley. 

We now pass on to Messrs. Korte's paper, which refers entirely to 
the application of this symmetrical principle to buildings. They 
begin by claiming that Prof. Zenger's system is the only one based 
upon scientific investigations and practical experiments, and that 
although far better than the primitive arrangements generally adopted 
it costs no more. They urge that the conductors should be sym- 
metrically arranged, and yet they say that they should lead to the 
side of the house most exposed to the weather. They recommend 
that the upper termii^ should be a long oval of gilt brass, some- 
thing like a blunt spear-head, and that, in ordinary cases, a single 
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copper rod of 0*20 inch diameter {not a rope of that size) will be 
suiHcient ; it is to be taken through porcelain insulators, and the 
earth terminal is to be a copper plate nearly | of an inchjbhick, buried 
from 6 to 9 feet deep in coke. 



PEOTECTION OF LITE AND PEOPERTT FEOM LIGHT- 
NING. By W. MoGebgoe. Bedford, 1875. 8vo. 43 pages. 

(Abstracted by Latimer Clark, C.E.) 

Mr. McGregor does not give any new facts in connection with 
lightning, but discusses the theory and action of conductors, and 
quotes numerous opinions from other writers, with practical suggestions 
and precautions to be observed in fixing conductors. 

Among the principal opinions adduced are the following : — 

1. Professor Jenkin's statement, that if a conductor be armed with 
a point, the electricity passes into the air rapidly in times of excite- 
ment by induction, and so equalises the tension of the surrounding 
atmosphere as to mitigate, or, in some cases, to prevent the 
discharge of lightning. 

2. De la Eive's observation that a slight break of continuity in a 
conductor is filled by a succession of brilliant sparks during a storm, 
though there be no lightning ; that blunt points or balls are equally 
effective when struck, but are more usually accompanied by explosion 
than by continuous discharge. 

3. The opinions of De la Bive, Dr. Mann, and Preece, that a 
conductor practically protects a conical space — of which the radius is 
about double the height — and that the conductor should therefore 
extend to some height above the building. 

4. Gkinot's opinions that a conductor should terminate in a point or 
points, have sufficient sectional area, be thoroughly connected with 
the earth, and be connected with lateral metallic surfiaces of large 
extent if it passes near them ; either iron or copper may be used, and 
existing rain and water pipes, <fec., may be utUised ; but the joints 
should be made carefully and tested. Chimneys with soot act as 
dangerous conductors, and should therefore be protected. 

The author does not give any precise directions as to the best form 
or size of conductors. 



LYNILDENS FAELIGHED I NORGE. 
By H. Mohn, Kbistiakia. 1876, 

(Abstracted by C, Terhetsen,) 

The author, having been specially commissioned to enquire into and 
investigate the danger of lightning in Norway, found that lighthouses, 
telegraph stations, and other much exposed buildings, which were 
provided with conductors, did not by far sufier so much as churches, 
which in the most cases were unprotected. 

Out of about 100 churches reported to have been struck by lightning, 
only three were provided with lightning conductors : on the first, Kongs- 
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berg, the conductor was in good order, and the church was compara- 
tively uninjured ; the second church, Fossnes, built of wood, had a 
conductor, but made of zinc wire, which melted, and of course left the 
church unprotected ; on the third, Br6n6 (struck 17th October, 1872), 
the wire had rusted, where it joins the earth, and the church was 
destroyed. 

The author gives a full description of the different cases. 

Of 100 churches struck by lightning, fifty-six were totally destroyed, 
and had to be rebuilt; twenty-four of that number were churches built of 
stone, twenty-nine of wood ; the building material of the remaining 
three is unknown. It would thus appear that stone buildings are 
almost as much exposed to be damaged by lightning as wooden ones. 
Of the above-named churches only one can be said to have been saved 
by a lightning conductor, viz., Kongsberg. In 1820 the lightning 
struck the church, set fire to a great part of the woodwork, and did 
other damage. The tower was then covered with sheet iron. In 
1852 the lightning struck the tower again, which, however, then was 
provided with a conductor consisting of two thin copper plates, 2j 
inches wide, fastened on the north and south side of the tower, and 
both beginning with the iron rod, on which the vane is fastened ; but 
this rod did not end in a point, but in a gilt cross. The conductors 
were carried down the brickwork of the church to the field, and 
across the market place, and ended in an old water-butt. When the 
concussion took place one of the lightning conductors was disabled ; 
but no material injury was done to the tower. In 1872, July 16th, 
the lightning struck a farmhouse about 700 feet from the above-men- 
tioned church ; the farmhouse being about thirty feet, and the tower 
about 150 feet high. 

The construction of a lightning conductor ought to be as follows : 
It consists of the following three chief parts. (1) The receiver ; 
(2) the conductor; (3) the earth connection. The receiver consists of 
a copper point 8 inches long and | inch thick ; which is screwed into 
an iron rod, 1 j to 2 inches thick. The screw must fit well and the 
flats of the copper and iron fittings must be well connected and after- 
wards soldered round the joint to prevent water and air from rusting 
the iron. There are various ways of fastening the receiver to the 
building, but the engineer is generally guided by circumstances. The 
conductor may be made of iron or copper in the shape of rods or wire 
twisted like rope. If made of iron rods they should be round and § 
to I inch thick ; if iron wire-rope is used the thickness must be 
equal to a rod of | inch ; if made of copper the rod must be at least 
^ inch thick, or if made of copper wire-rope | inch. In both cases 
the conductor is put in metallic connection with the receiver, and then 
guided into earth. 

The earth connection is merely a continuation of the conductor and 
must be buried as deep as possible in the earth, and reach the water, if 
it is to be found. 

The end which reaches the water may be constructed in various 
ways, according to circumstances, but it is of the greatest importance 
that the earth conductor never gets dry. If there is great difficulty 
in getting at the water, the earth conductor may be constructed in 
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the following manner. It is made of copper, and has joined to it as 
many branches as are thought necessary. Each brancn has rivetted 
or soldered to it a copper plate 1 or 2 feet square ; they are carried 
as far away from the building as possible, and buried deep into the 
earth. Besides this there must be laid an extra conductor, perfectly 
metallically connected with the chief conductor iust under the surface 
of the earth, alongside of it, out from the building, with as many 
branches, and as long, as possible. This conductor becomes efficient, 
as soon as the siurface of the earth gets wet through rain, which 
generally falls during a thunderstorm. 



LECTTJEE DEUVEEED BEFOEE THE SOCIETT OF AETS, 

2Sth April, 1875. By E. J. Mann, M.D. 

(Abstracted by E. E. Dym<ynd, FM.8.) 

Draws attention in the first place to certain established principles. 

Different powers of various substances for conducting electricity. 

Electrical induction. 

In dull fine weather the surface of the earth negative, the surround- 
ing air commonly positive, the surface of the sea positive. 

How a thunder storm begins, gradually approaching cloud, lightning 
between it and earth. According to Delisle and Petit, a lightning 
stroke may extend 9 or 10 miles, but for ordinary circumstances the 
striking distance varies between 650 and 6,600 feet. The lightning 
stroke follows the line of least resistance, and invariably falls upon the 
most prominent conducting substance, and passes through substances 
affording an easy way and offering small resistance without disturbing 
their molecular condition ; shatters bad conductors ; heats, sometimes 
melts, good but insufficient ones. 

Describes the various forms of lightning — flash, diffused, sheet, and 
ball. 

A continuous rod of good conducting metal must be carried from 
the top of the building to the ground. Describes varying carrying 
capacities of iron, zinc, or copper; recommends from his experience in 
South Africa, 42-strand rope of -W^h inch galvanised iron wire. 

The disintegrating energy is mainly expended on the extremities of 
the conductor. 

In Natal he used to enclose the top of the rope in a tube of stout 
zinc, finished at the top by a gilded ball of wood, and he opened the 
strands of the wire above it into a brush. The French electricians 
strongly recommend a cluster of points. 

The earth contact must be good and damp. The French system of 
Oallaud described. 

Gay Lussac recommended that all large metallic masses should be 
brought into connection with the conductor, and the conductor not 
insulated from the building. M. Oallaud, on the contrary, adopts 
insulating supports for the conductor, and condemns the connecting 
of metals in the building. 

The metals used in the construction of the buildings may be utilised 
as conductors ; rain pipes, metal ventilating pipes, but not soft metal 
gas pipes. 
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ON THE PEOTBCTION OF BUILDINGS FEOM LIGHTNING. 
By Fbofessob J. Clebk Maxwell, F.E.S. 

(Eeprinted from the Bsport of the British Association for the Advance- 
ment of Science, 1876.) 

Most of thoBe who have given directions for the construction of lightning 
conductors have paid great attention to the upper and lower extremities of 
the conductor. Tney recommend that the upper extremity of the conductor 
should extend somewhat above the highest part of the building to be pro- 
tected, and that it should terminate in a sharp point, and that the lower 
extremity should be carried as far as possible into the conducting strata 
of the ground, so as to " make " what telegraph engineers call ** a good earth." 

The electrical effect of such an arrangement is to tap, as it were, the gather- 
ing charge, by facilitating a quiet disdiarge between the atmospheric accu- 
mulation and the earth. The erection of the conductor will cause a somewhat 
greater number of discharges to occur at the place than would have occurred 
if it had not been erected, but each of these discharges will be smaller than 
those which would have occurred without the conductor. It is probable, also, 
that fewer discharges will occur in the region surrounding the conductor. It 
appears to me that these arrangements are calculated rather for the benefit of 
tne surrounding country, and for the relief of clouds labouring under an accu- 
mulation of electricity, than for the protection of the building on which the 
conductor is erected. 

What we really^ wish is to prevent the possibility of an electric discharge 
taking place within a certain region, say, the inside of a gunpowder 
maniuactory. 

If this is clearly laid down as our object, the method of securing it is 
equally clear. 

An electric discharge cannot occur between two bodies unless the difference 
of their potentials is sufficiently great compared with the distance between 
them. If, therefore, we can keep the potentials of all bodies within a certain 
region equal or nearly equal, no discharge will take place between them. 
We may secure this by connecting all these bodies by means of good con- 
ductors, such as copper-wire ropes; but it is not necessary to do so; for it 
may be shown by experiment that if every part of the sunace surrounding 
a certain region is at the same potential, every point within that region must 
be at the same potential, provided no charged body is placed within the 
region. 

It would therefore be sufficient to surround our powder-mill with a con- 
ducting material (to ^eathe its roofs, walls, and ground-floor witi^ thick 
sheet-copper), and then no electrical effect could occur within it on account of 
any thunder-storm outside. 

There would be no need of any earth-connection. We might even place a 
la^er of asphalt between the copper floor and the ground, so as to insulate the 
building. If the mill were then struck with lightning, it would remain 
charged for some time, and a person standing on the ground outside and 
touching the wall might receive a shock ; but no electrical effect would be 
perceived inside, even on the most delicate electrometer. The potential of 
every tiling inside, with respect to the earth, would be suddenly raised or 
lowered, as the case might be ; but electric potential is not a physical con- 
dition, but only a mathematical conception, so that no physical effect could be 
perceived. 

It is therefore not necessary to connect large masses of metal, such as 
engines, tanks, &c., to the walls, if they are entirely within the building. 

If, however, any conductor, such as a telegraph wire or a metallic supply- 
pipe for water or gas, comes into the building from without, the potential of 
this conductor may be different from that of the building, unless it is con- 
nected with the conducting shell of the building. Hence the water or gas 
supply-pipes, if any enter the building, must be connected to the system of 
lightning-conductors ; and since to connect a telegraph-wire with the con- 
ductor would render the telegraph useless, no telegraph from without should 
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be allowed to enter a powder-mill, though there may be electric-bells and 
other telegraph apparatus entirely within the bmlding. 

I have supposed the powder-mill to be entirely sheathed in thick sheet- 
copper. This, however, is by no means necessary in order to prevent any 
sensible electric effect taking place within it, supposing it struck by lightning. 
It is quite sufficient to enclose the building with a network of good con- 
ducting substance. For instance, if a copper wire, say No. 4, B.W.G. ^0*238 
inch in diameter), were carried round the foundation of a house, up each of 
the comers and gableis, and along the ridges, this would probably be a sufficient 
protection for an ordinary buil£ng against any thunder-storm in this climate. 
The copper wire may be built into the wall to prevent theft, but it should be 
connected to any outside metal, sudi as lead or zinc on the roof, and to metal 
rain-water pipes. 

In the case of a powder-mill, it might be advisable to make the network 
closer by carrying one or two additional wires over the roof and down the 
walls to the wire at the foundation. If there are water- or gas-pipes which 
enter the building from without, these must be connected wi£ the system of 
conducting-wires ; but if there are no such metallic connections with distant 
points, it is not necessary to take any pains to facilitate the escape of the 
electricity into the earth. 

It is desirable, however, to provide for the safety not only of the building 
itself, but of the system of conductors which protects it. The only parts of 
this system which are in any danger are the points where the electiicity 
enters and leaves it. If, therefore, &e system terminates above in a tall rod 
with a sharp point, and downwards in an ** earth wire," the external discharge 
will be almost certain to occur at the ends of these electrodes, and the only 
possible damage will be the loss of a few particles from their extremities ; 
but even if the rod and wire were destroyed altogether, the building would 
still be safe. 



On Boileb and Faotobt CHIMNEYS and LIGHTNING 

CONDUOTOES. BY E. WiLSON. 1877. 

(Abstracted hy Prof, T, Hayter Lewis, F,S.A,) 

The author refers to the wide-spread disbelief in the efficiency of 
conductors, the common opinion being that metallic bodies, especially 
when pointed, attract lightning, and are therefore dangerous. This 
is quite erroneous. 

" On an electrified cloud passing over a pointed conductor, the 
opposite and induced electricity of the earth is discharged from the 
point of the conductor, and the cloud and air are often thereby 
neutralized without producing lightning at all. But when a dis- 
charge does take place, the conductor offers a line of comparatively 
small resistance.** 

The author further says that, "if electrified clouds be driven to 
the erection in such masses that the opposite electricity does not 
stream away from the point of the conductor in sufficient quantities 
to prevent a spark from passing, the spark or flash will pass from 
cloud to conductor in preference to any neighbouring point." 

He refers to the safety of conductors, as shown by Sir W. S. 
Harris's reports. 

When injury to buildings has occurred where lightning rods are 
fixed, they have been " ignorantly and wrongly applied," or joints 
have rusted, the rods been broken, or earth contact has become 
imperfect. 

He refers to Harris and Faraday as to sectional area of con- 
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ductor. Considers a rope to be better than a rod, as it is less liable 
to be fractured and to have badly formed joints. 

The upper extremity should project into the air as high as the 
diameter of the chimney top. 

The rod should not be inside a chimney, as gases are liable to 
injure it. 

The conductor should communicate with all metal in the chimney. 

Insulation is not required. 

All contact between copper and iron should be avoided on account 
of galvanic action. 

Earth contact should be tested every year. Anderson's galvano- 
meter approved of for this. 



NOUVEATJ PAEATONNEEEE ACCEPTlfe PAE L^ACAD^MIE 
DES SCIENCES. Pab Jabeiant. 8vo. Paris. 1877. 

(Abstracted by O. J, Symans, F.BJS.) 

This pamphlet is really a letter by M. Erancisque Michel respecting 
some new patterns of lightning conductors made by M. Jarriant, and 
submitted to the Acad^mie des Sciences by M. le Comte du Moncel. 
The author states that there have been many theories as to the 
advantage of conductors rising to great heights above buildings, and 
that, on the other hand, some persons have urged that buildings 
should bristle all over with point^, and thus prevent any disruptive 
discharge. He thinks that, owing to the translation of the storm- 
cloud by the wind, these short points will not always have time to 
act, and says that the only rational plan is to place a conductor high 
above the house it is intended to protect, and so constructed that it, 
and it alone, offers a path of scarcely appreciable resistance to the 
el^tric discharge. He says that in Germany they put a metal 
sphere on the top of the conductors, but in France, both the Academy 
and the Commission of the City of Paris have advised that they 
should terminate in a point. 

M. Francisque Michel says that formerly a conductor was supposed 
to protect all objects within a cone whose base had a radius of twice 
the height of the conductor ; but that he and M. Felix Lucas had 
investigated the question geometrically, and have arrived at the con- 
clusion that the radius cannot exceed 1*76 of the height. Hence, in 
many buildings, it became necessary either to increase the number 
of the conductors or to make them more lofty, both alternatives lead- 
ing to increased expense. M. Jarriant's design, which consists of 
galvanized angle iron bolted together, enables the increased elevation 
to be obtained at a price twenty per cent, below that of the old pat- 
terns. The angle irons themselves offer much surface, their angles 
are useful for discharging electricity, and they carry at the top the 
copper terminal recommended by the Acad^mie. 
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A PRACTICAL TEEATI8E ON LIGHTNING CONDUCTOES. 
By Henbt W. Spang. Philadelphia. 1877. 

(Abstracted by Prof. T. Hayter LewiSy F.S^.) 

" The identity of electricity, manifested by fiictioii, with that con- 
tained in the atmosphere, was not fiilly verified until Franklin's 
experiment with his kite in June, 1762." 

" In restoring the equilibrium between the opposite electricities of 
high pot^ntia], the discharge will pass by the shortest path, even 
though a poor conductor, in preference to a longer path through a 
good conductor." 

The electricity of the earth is usually negative — of the atmosphere, 
usually positive. 

He quotes experiments at Kew to this effect. 

The friction of solid and liquid particles against the earth, and 
against each other in the air, produced by the wind, is a source of 
atmospheric electricity. 

The height of the lower part of the thunder-clouds above the sea 
in the United States averages about 2,500 feet. 

Dense thunder-clouds are good conductors, and are electrified to a 
certain extent by the induction of the electricity contained in the 
surface-earth. As electricity accumulates in the thunder-clouds it 
acts by induction on the surface-earth, and causes a corresponding 
increase of potential in the earth and the objects thereon. 

He alludes to the vitreous tubes (fulgurites), 6 feet to 76 feet deep, 
as being formed by electricity passing to the subterranean water-bed 
through sand or other dry eaii;h. 

A highly positively electrified cloud within 3,000 feet of a building 
causes the latter to be intensely negatively electrified by induction. 

So also the earth beneath the building and the upper portion of t^e 
subterranean water bed. 

Whatever offers the least resistance to the stroke will be its chosen 
path and it will never leave a very good line pf conductors, which is 
in a short path between two opposite electricities, for an inferior one. 

151 persons are killed by lightning annually in the United States, 
France, England, and Switzerland. 

He quotes Sir W. S. Harris's system for the Navy as preventive. 

There is no absolute safety anywhere out of doors. It can only 
be found inside a structure having good conductors, with good earth 
connections. 

Conductors cannot prevent disruptive discharge. They simply 
furnish a good path for lightning which passes over them without 
doing any damage. 

Protective Area, — A committee appointed in 1875 by the Prefect of 
the Seine reports as protected, a circular space whose radius is equal to 
1'45 [Should be 1*76, see page (67). Ed.] of height of conductor. But 
this is not always to be relied upon. 

It is necessary that a conductor extend along the ridge, gable ends, 
and eaves of a house, and above each chimney. 
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Lightning is electricity of very high potential, and the difference 
of conductivity between the resistance of copper and iron to a light- 
ning discharge is small and practically amounts to nothing. 

Iron rod conductors not to be less than -^^ inch diameter. No 
case is recorded where such a rod, properly connected with the earth, 
has been fused or greatly heated by lightning. 

Paint or an ordinary amount of rust does not affect conductivity. 

A conductor of large surface exercises a much greater protective 
action than the same quantity of metal in the form of a wire or 
solid rod. 

Not because electricity in motion resides on the surface, but that 
the expansive action of a discharge may have a wider scope through 
the metal. 

So iron rain water-pipes are good conductors, and should be con- 
nected with metal spouting, conductor on ridge, &c. 

Cable conductors bend easily and can be made in one length, so 
often answer better than bars. 

If earth connection is good, rusiy joints are of little consequence. 

Conductors are not to be insulated. 

Iron pipes for gas, water, heating, &c., also iron columns extending 
from basement to near the roof are to be connected with conductor 
and earth terminals. 

The pipes on each side of gas meter are to be connected by iron 
bands. 

Air terminals are to rise about 4 feet above each chimney or other 
elevated projection. 

High steeples to have horizontal conductors round them at every 
20 feet in height connected with vertical conductors. 

One terminal in the centre of a building not over 26 feet long or 
wide is sufficient, or one at each end of the ridge. One to each 20 
feet of a large building, with one at each end and to each chimney, &c. 

When the horizontal portion of a lightning conductor, or path 
along the roof of a building from ridge to eaves (sic) exceeds 50 feet 
in length, the path becomes rather indirect for a lightning discharge, 
which is then apt to select a shorter route through the bmlding. 

The upper part of terminal need not be gilt. 

Points are practically of no use. 

Chimneys are very likely to be struck, owing to the heated air 
rising from them. 

Provide against this by metal caps. 

There is danger also, owing to the vapour rising from them, from 
bams stored with new hay or grain, stables, schools, churches, &c., 
containing many people, flocks of sheep, &c. 

Earth terminals must be in moist ground. 

The author quotes Prof. F. Jenkin as to the difference of conduc- 
tivity between well moistened and perfectly dry earth (as porcelain, 
&c.) in electricity of low potential, as 1,000,000,000,000 to 1. 

Gas and water mains usually 4 feet or so deep in dry earth, there- 
fore not good conductors. 

Examples quoted of injury to their joints by lightning, which 
passed from conductors to the mains, 

H 
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Suggests, as earth terminal, an iron pipe, 10 feet long, 2 inches 
diameter, open at each end, perforated at sides, put in vertically, and 
having the water from pipes for rain and waste led into it. 

To be 8 feet from foundation. 

Gives engravings of numerous forms proposed for conductors, 
most of them being defective, and none show improvement on 
Eranklin's round rod. 

Copper rods held by iron staples, and connected with iron earth 
terminals, are bad, owing to galvanic action. 

Copper wires in cable conductors become brittle, and snap when 
vibrated by the wind; sometimes, also, they are eaten away by 
electrolytic action. 

He gives a drawing of a house protected as suggested by him, viz., 
by metal rain water-pipes connected with the metal gutters and 
ridge ; also with his improved earth t<erminal by a good iron bar 
conductor. 

Gas, water, and other pipes are to be connected together, and with 
conductor. 

These often give better path for lightning than the conductors. 

But dangerous if without proper earth terminal. 

He disagrees with Prof. C. Maxwell's theory as to disconnecting 
the metal covering, &c., of buildings from the earth. 

Lightning conductors detached from buildings do not afford absolute 
protection. 

Lightning has great affinity for gas-holders, so one of the nearest 
guide columns should be connected by a metallic conductor with the 
pipe leading to street main, and also with a vertical earth terminal. 

When a telegraph line is altogether metallic, well insulated upon 
poles, &c., and not metallically connected with the earth, the electricity 
of a storm-cloud will not exert so strong an inductive influence upon 
it as upon a line whose ends terminate in the earth. 

Line wire is often melted, poles and apparatus shattered, and 
employes sometimes killed. 

As a remedy, a galvanised iron wire is now fastened to every fourth 
pole by iron staples, from 4 inches above the top of the pole to a coil 
about 10 feet long of iron wire beneath its lower end. 



Tebeb BLITZABLEITEE tod BLITZSCHLAGE in GEBAUDE 
WBLOHB MIT BLITZABLEITEEN vbesbhbn wABEir. Von G. 
Kaesten. Kiel. 8vo. 1877. 

(Abstracted by B, Van der Broek,) 

In this pamphlet Dr. Karsten gives an account of two cases in 
which buUdings that were provided with lightning conductors were 
damaged by lightning. The author states that the statistics for the 
year 1873 show that in Schleswig-Holstein twenty-six per cent, of all 
the cases of fire were caused by lightning ; r^ th part of these cases 
occurred in the towns and the remainder in the country. 
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Do lightning conductors guarantee absolute protection? The 
author answers this question as follows: There is no absolute 
certainty in empirical matters ; each new case may direct our atten- 
tion to circumstances that had been overlooked. K lightning con- 
ductors cannot be said to ensure perfect safety, they certainly afford 
a very high degree of protection. 

The flash of lightning which struck the church at Garding, on the 
18th of May, 1877, fractured the conductor in fifteen places and 
pierced the wall of the steeple in two places. The inefficiency of the 
conductor resulted from the carelessness with which it was fixed; 
the line was laid down the north side of the steeple and fastened 
with twenty-five wall eyes ; these wall eyes were hammered too deep 
into the wflJl, thus damaging the line and forming a short and sharp 
bend in each case, besides also unduly straining the wire. The 
damage to the steeple was the consequence of a neglected secondary 
circuit. There are an excessively large number of tie-rods in the 
steeple ; the heads of these rods are not connected together, neither 
are they, except in one case, in close proximity to any of the larger 
masses of metal that are about the building. The conductor passed 
close to one of those heads ; the south side of the steeple, where the 
opposite head is, becoming wet through the rain, a secondary circuit 
was formed, and a return shock followed ; the damage to the steeple 
was trifling. 

The rod was provided with a conical point rather blunt but sur- 
mounted by a short platinum point. The copper line-wire was of 
good matenal — ^not of a uniform thickness, but at the weakest places 
not weighing less than 240 grammes per lineal metre (8 oz. per yard 
or rather less than | inch diameter if solid). The earth-plate was 
sunk into a well 10 metres deep, and tested faultless after the 
discharge. 



iTUDE SUE LBS PAEATONNEEEES lbto CONSTETJCTION 
LEUE INSTALLATION. Pab Jabeiant. 8vo. Paris. 1878. . 

(Abstracted by O, J. SymonSf F.E.S.) 

This pamphlet opens with two pages devoted to the consideration 
of Michaelis's work published in 1783, " De Teffet des pointes placees 
sur le Temple de Salomon;" then it becomes more practical, refers to 
the Academy of Bordeaux propounding in 1760 the question as to 
the identity of lightning and electricity, and to Franklin's letter in 
the same year to Collinson, giving his reasons for believing in the 
analogy; states that the experiments suggested by him were re- 
peated by Buffon and Dalibar in March, 1762, and subsequently 
repeated at Marly before Louis XV. Then the writer refers to the 
erection of the first conductor in France, to the popular displeasure 
which it excited, and to the long legal process before the proprietor 
was allowed to keep it in position. 

H 2 
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The author thinks that in many cases it is better to slightly increase 
the number of conductors than to make them of excessive length, 
because the latter course causes them to fatigue and jar the roof 
timbers by their vibration with the wind. 

Bespecting platinum points he speaks strongly and to the following 
effect : — " I have alreaay mentioned that Franklin's first conductor 
was melted. Since then, the upper terminals of conductors have been 
made o{ platinum, because it is the least fiisible, the least oxidizable 
of all metals, and a very suitable one for making into points. More- 
over, the sharper a point the greater its preventive action, and hence 
I condemn every conductor without a platinum point. Although 
some manufacturers employ simple copper cones, which may certaiiUy 
last some time without deterioration, believing in the desirability of 
the points being always in perfect order, I rejeet their system 
entirely." 

Few persons are used to making platinum points, it is a Parisian 
speciality, those which the author prefers, form a cone of about 10 
degrees at the opening of the point and are about H inches long, 
then screwed and soldered into a mass of copper forming a nut on 
the conical copper rod, which is 1 foot or 1 foot 6 inches long. The 
platinum point thus mounted can only give rise to a galvanic action 
so extremely feeble as not in the least to affect the durability of the 
apparatus. Some persons for the sake of cheapness suppress this 
platinum point, but they are wrong, the saving is slight and the 
' result defective. The author objects to conductors made of bar iron 
because the joints are always defective, and if the section be too 
small they may be so heated as to set fire to the charcoal in which 
the lower extremity is buried.(!) However, the author prefers a rope, 
but he does not say whether of iron or copper, and he puts a strand 
of hemp in the middle so as to make it more pliable. 

"Arrived at the ground the conductor ought not to be in immediate 
contact with the earth, for the damp would slowly destroy it ; we 
avoid this (?) by making it pass through a trough filled with coke. 
Experience has shown that iron thus buried in coke undergoes no 

change even during thirty years Broken coke is better than 

charcoal because of the great quantity of water which it absorbs." 

The author then says that after passing through this trough the 
conductor must be continued into a well, or into very moist earthy 
and should end with a discharger like a fork with many prongs. 
He recommends that all the iron be galvanized. 
Although the concluding paragraph, coming from a manu&cturer^ 
sounds rather like self-recommendation, it undoubtedly contains 
important truths. M. Jarriant says : — 

" I cannot too strongly advise that in erecting conductors those 
specialists should be employed, whose studies and constant practice 
enable them to ensure perfect work. It is necessary also that every 
workman should remember that in placing a lightning conductor he 
holds in his hands the lives of men, that he should feel conscientiously 
interested in the perfection of his work, and, finally, that he should 
feel that it is a mission which he fulfils, and not a mere matter of 
trade at which he works." 
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EEPOET ON THE LIQHTNINa CONDUCTOES or the SMALL 
AEMS AMMUNITlOlNr FACTOEY at DUM DUM, CAL- 
CUTTA. By W. p. Jokbtston. Govemment Telegraph Press* 
1878. 4to. 

(Abstracted hy W. H. Preece^ C.E.) 

This is an interestiag report of a careful inspection and an electrical 
testing, bj a skilled electrician, of the lightning conductors at this 
place. Although most carefully protected by well arranged and 
adequate copper rods, copper bands, iron rods, and iron tubes, and 
terminated in points, it was found that the points were covered either 
with rust or with paint, and that the earth connections were so bad 
as to render the buildings unsafe, although there was no difficulty in 
obtaining a good earth at any part of the factory. 



ATMOSPHEEIC ELECTEICITY. Bt David Beooks. PhHa- 

delphia. 1878. 8vo. 

(Abstracted by W. H. Freece^ G.E.) 

A pamphlet by a distinguished American telegraph engineer, giving 
his view on the magnitude and origin of atmospheric electricity, 
which he attributes principally to the friction of air on ice in the 
Polar regions, and which circulates southwards in the higher regions 
of the air, and northwards in the crust of the earth. Hence also 
Aurora Borealis which is always preceded by high winds and most 
frequent when the earth is covered with snow. 

Thunderclouds are usually about 2 miles high and from 13 to 23 
miles thick. Lightning is much less frequent in mountainous than 
in plain countries. Copper lightning conductors are often applied 
to iron ships and iron buildings, but absurdly, as they are in such 
cases superfluous. 

The author advocates immense earth plates where there are no gas- 
and water-pipes, which he calls the best lightning rods ever erected, 
because they are electrically in perfect connection with the earth. 
The track of a railway makes a capital earth. He has never known 
an accident where proper conductors were used, whereas he has 
known many accidents from imperfectly and improperly constructed 
lightning rods, though of the latest and most approved patents. 



CATALOGUE Messbs. A. Collin kt Fils, Article 
PAEATONNEREES. Paris. 4to. 

(Abstracted by Prof, T. Hayter Lewis, F.S.A,) 

The authors state that a Municipal Commission has recommended, 
to the exclusion of all other points, copper about | inch diameter, 
terminating in a cone of 30°. 

As to the area protected Messrs. Collin refer to the reports of the 
Academy in 1823 and 1854, admitting, as a limit of protected area, 
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a circumference of which the radius equals double the height of the 
upper terminal for slightly elevated buildings, and simply the height 
for towers, &c., but this rule is badly defined. 

The authors quote formulsB based upon the assumed altitude of the 
storm cloud, but state them to be unreliable. 

The Academy in 1854 reports that an electrified cloud is equally 
attracted at equal distances by a metallic part of the roof and by the 
terminal of the conductor. 

Exposed points of pinnacles, &c., are to be united to main con- 
ductors. 

If copper be too expensive use iron wire. 

The conductors are to be supported at about 10 centimetres (4 ins.) 
from walls and roofs. 

The Academy recommends them to be isolated on glass or porce- 
lain, but the New Commission rejects this, and suggests that all 
metallic parts be united to the conductor, — also recommends that 
wells be sunk to water level, as earth connections. 

But this would often entail a depth of 20 to 100 metres, or even 
more. So the conductors may be sunk into moist earth and sur- 
rounded vdth coke, and if necessary, may terminate in a sheet of 
copper. 

A good earth is very important. Connection with water mains 
advised. 

The authors have fixed 8,000 lightning conductors on their principle 
without &ilure. 

They give engravings of the various parts. 

They engrave a diagram of a powder magazine which they propose 
to protect by a tall isolated lightning conductor fixed at a distance 
from it, and at such a height as that it will be included in a cone 
whose radius is equal to the height of the conductor. 



THE SCIENTIFIC AMERICAN, NOVEMBEE 1st, 1879. 

(Abstracted by Alfred J, Frost,) 

We learn that a lightning rod company in Cincinatti has patented 
a system of lightning protection, which consists of an iron rod run- 
ning along the ridge of the building with points at each end projecting 
upwards. It is supported upon large glass iilsulators, and has no 
electrical connection with the building, and no rod running to the 
ground. It is said that there are many public buildings in Iowa 
which have been provided with this system of lightning rods. 

Professor Macomber, of the Iowa Agricultund College, in reply to 
an inquiry, says that it would be possible that a house insulated with 
a glass foundation could be struck by lightning, but adds, " By insu- 
lating a building the tendency to be struck by lightning would be very 
much lessened, and the severity of the shock much decreased. Prac- 
tical illustrations of this can easily be obtained by means of an electri- 
cal machiue. A spark can be made to pass from the machiue to an 
insulated body, although the force of the shock will be much less than 
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when not insulated. Practically, it would be almost impossible to 
insulate a building, because afber rain commenced to fall it would wet 
it so that communication with the earth would be established." 



EEMAEKS ON THE ATMOSPHEEIC ELECTEICITY AND 
ON THE ACTION OF LIGHTNING CONDUCTOES. Br 
Peop. Db. Gt. Kabstbn. 2nd edition. Kiel, 1879. 

(Abstracted by R, Van der Broek.) 

The author of this pamphlet. Prof. Dr. G. Karsten, states that 
thunderstorms are particularly dangerous in Schleswig-Holstein. He 
attributes that fact to the scarcity of woods in that province, not 
more than five per cent, of the sur&ce being wooded ; whilst in tha 
Prussian empire the proportion of woods is twenty-three per cent. 

Woods promote a uniform dampness of the atmosphere and lessen 
the up-current of air, which up-current contributes considerably to 
the formation of thunderstorms ; and the woods thus cause the dis- 
charges of the electricity to take place principally between the clouds. 

We do not yet know with certainty what the causes of atmospheric 
electricity are, but we do know under what conditions or ^circum- 
stances thunderstorms may occur. 

Thunderstorms are only formed when a violent condensation of the 
rarified particles of water, which the atmosphere contains, takes place. 
Such a sudden condensation, and the consequent formation of a 
thunderstorm, mdy occur when two different masses of air— the one 
moist and warm, the other dry and cold — intermix rapidly. The 
former of these currents we call the South, or Equatorial current, the 
latter the North, or Polar current. If these currents penetrate each 
other, or intermix slowly, long continued falls of snow and rain ensue ; 
if they mix rapidly thunderstorms are formed during the warmer 
seasons, and sometimes also during the colder seasons. 

The Schleswig-Holstein Provincial Eire Insurance Association alone 
paid, in sixteen years, the sum of £102,832 (an average of £6,427) for 
damages caused by lightning. This province loses altogether £12,500 
per annum through fires caused by lightning. 

The author^s very interesting remarks on the construction of light- 
ning conductors are briefly summarised in the following general rules : 

1. Copper and iron form the best materials for lightning con- 

ductors ; lead and zinc may be used for secondary conductors. 
(Nebenleitungen .) 

2. If the conductor be constructed of iron, it should weigh from 

1,200 to 3,400 grammes per metre (2g lbs. to 7 lbs. per 
yard), according to its length; a copper conductor should 
weigh, under the same circumstances, from 260 to 600 
grammes per metre (^ lb. to 1| lbs. per yard). 

3. The conductor must be connected with all the projecting 

comers and pointed parts of the building, 

4. There must be no sharp curves or bends in the conductor. 

5. The conductor must be connected with all the large and 
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extensive masses of metal that may be about the building. 
This connection may be made by wires leading towards the 
rod, as well as in the direction of the earth contact. 

6. The rods must be surmounted by good points, which must 
not be liable to be fused by the discharges of the electricity. 

7- The height of the rods must be in proportion to the size and 
shape of the buildings ; but it is better to erect several 
short' rods than one extraordinarily long one. 

8. In making the connection with the earth all sharp curves 

must be avoided. 

9. The underground part of the conductor must be made of 

galvanized metal, so as to minimise the effects of oxidation, 
or, in case a layer of coke is used, to prevent the action of 
the sulphur. 

10. The earth-contact should terminate in a plate, which, if pos- 

sible, should always be immersed in water. If this can be 
so arranged the plate must have a surface ra^h of a square 
metre (1 foot square) for conductors for small buildings, 
whilst a plate of a surface of 2 square metres (5 feet square) 
will be sufficient for conductors for the largest buildings. 

11. Where a permanent contact with water cannot be established, 

several plates of a larger size must be used, and laid in a 
stratum of coke. 

12. In the case of very large buildings, provided with several rods 

and secondary conductors, several earth-contacts should be 
made which should be connected with each other. 
With reference to the upper terminal point, the author remarks, in 
an appendix to the second edition of his pamphlet, that it should be 
made of a conical form of a basis of from 20 to 30 millimetres (0*8 in. 
to l*2in.), and of a length of 150 millimetres (6 inches) ; it must con- 
sist of pure copper and be gilded. It is useful to provide it with a 
platinum needle 15 millimetres (half an inch) long, and about 4 milli- 
metres (0*2 inch) thick at its base ; or with a cone of chemically 'pure 
silver, the proportion between whose base and height must be as 2 : 3. 



LIGHTNING CONDUCTOES. By Eichaed Ain)BESoir, 

London, 1879. 

(Abstracted hy Prof. T. Hayter Lewis, FJS,A,) 

Historical Facts — 

The following are brief references to some of the principal facts 
recorded in this volume :— 

1600 A.D. Dr. Gilbert showed that magnetic and electrical pheno- 
mena were emanations of one force. 

1650. Otto Von Guericke constructed a little electrical machine 
(mainly of a ball of sulphur on a revolving axis). 

Sir I. Newton constructed a machine of glass, but used it merely 
for amusement. ^ 
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1675. The polarity of a ship's compass was found to be reversed 
by a stroke of lightning. 

1708. Dr. Wall said that the light and crackling of rubbed amber 
seemed in some degree to resemble lightning and thunder. 

1709. F. Hauksbee, F.E.S., showed the similarity between the 
electric^flash and lightning. 

1720*! S. Gray, F.E.S., showed this by experiment, but was dis- 
credited. 

1745. The first great step in this science was made at Leyden, by 
J. N. Allamand and P. van Musschenbroek, who discovered the pro- 
perties of the Leyden jar. The priority of this invention disputed 
by Dr. Winckler, of Leipzig ; a mania for experiments arose. 
Louis XV. tried them, unsuccessfully, on 180 of his G-uards; but 
with perfect success on 700 Carthusian Monks. 

1746. Dr, Franklin^ of Philadelphia, saw some electrical experi- 
ments, and in 

1747 received a glass tube and some books on electricity from 
London ; then began to make experiments ; sold his business, bought 
apparatus and made electricity his study. Discovered that electricity 
passed most easily and quickly through sharply pointed metals ; that it 
was positive and negative ; and that lightning and electricity were 
identical. He sent these results to the Eoyal Society, who refused 
to allow them to appear in their Transactions ; he then published 
them in a pamphlet. JEt was not appreciated in England, but met 
with great applause in France, and was also translated into German, 
Italian and Latin. 

1747. The subject was taken up in England in a thoroughly 
practical manner. Dr. Watson, Mr. Folkes, Lord C. Cavendish, 
Dr. Bevis, &c., experimented on a wire stretched across the Thames. 
The charge was foimd to come back by the water. The same result 
followed through moist earth. A gun was fired at a distance of four 
miles ; the passage of the charge appearing to be instantaneous. 

New experiments were made by Dr. Watson with glass rods, 
2 and 3 feet long and 1 inch diameter. These showed that the rods, 
<&c., contained electricity only as a sponge holds water. 

1752, Experiments by Messrs. Dalibard and De Lor, at Marly- 
la-Ville, near Paris, in May, described. 

1762. July. Franklin tried his Kite successfiilly, then his fame was 
established, and he erected, on his own house, the first lightning rod. 

1753. Prof. Eichmann, St. Petersburg, was killed whilst experi- 
menting. The use of conductors opposed, violently in France, by 
Abb^ NoUet. 

1755. An earthquake at Massachusets, was laid to the charge of 
the numerous lightning conductors. Franklin pushed their use by 
means of his publication, " Poor Eichard," which had an enormous 
circulation; particulars given showing success of lightning con- 
ductors. 

1762. The first lightning conductor used in England, and Dr. 
Watson asked to send in designs for lightning rods for ships. He 
did so, but in an unpractical way, and they were disused. 

1764. St. Bride's steeple struck. 
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1769. The Dean and Chapter asked Boyal Society for advice as to 
protecting St. Paura. Committee of Eoyal Society disagreed as to 
whether rods should be pointed. Pointed rods were used. 

1769. The first conductor fixed to a public building in Europe 
was to a church steeple in Hamburg. 

De Saussure, at Geneva, had some difficulty in explaining to the 
citizens that his conductors were not dangerous to his neighbours. 
There was a great fear, generally, as to their use, e.^., a lightning 
rod was erected, secretly, by the Priests at the Cathedral of Siena, 
and excited great terror in the townsmen when discovered, but a 
terrific stroke of lightning left the tower uninjured. 

1772. Dr. Ingenhousz's experiments. 

1774. The University of Padua protected by conductors. 

1777. A building at Purfleet was struck though it had a conduc- 
tor, but this was shown to be defective. 

Sir J. Pringle had to resign his Presidency of the Eoyal Society 
because he advocated points, but experiments were made and ended 
in favour of points. 

1778. The Venetians decreed that lightning rods should be erected 
throughout the Bepublic. 

1819. Electro-magnetism discovered by (Ersted. 

1822. Sir W. S. Harris took up the question of providing good 
conductors for ships, and afterwards made a list of 250 accidents to 
ships in 40 years ; also of 200 seamen killed or wounded in that 
time. At this time no importance was attached to the subject in 
England, except in the case of Sir W. S. Harris. He insisted on 
the necessity of lightning rods. A commission of inquiry was ap- 
pointed by H.M. Government to investigate the best method of ap- 
plying lightning rods to H.M.'s ships, and they reported (in 80 pages 
folio) that lightning rods were rather new fangled things, but might 
be tried, without special harm to anybody. So most ships were 
fitted with them after Sir W. S. Harrises design. He was knighted 
in 1847. An iron built ship, metal rigged, is as well protected from 
lightning as Solomon's Temple. Harris combated the opinion of 
those who said that lightning rods attracted lightning. 

Even in 1826 a government engineer recommended, on this 
ground, that all lightning rods should be pulled down, and, in 1838, 
the Govenor-Q^neral of India ordered this by the advice of his 
" scientific officers." This was not countermanded until several 
buildings had been destroyed. 

Army circulars are now regularly issued, containing Sir "W. S. 
Harris's suggestions. (These quoted by Mr. Anderson). 

Sir C. Barry suggested that Sir "W. S. Harris should design light- 
ning conductors for new Houses of Parliament. He reported in 
1855. He used conductors of 2 inch copper tubes, ^th-inch thick, 
to towers and other elevated parts, secured to masonry by metal 
staples. The cost was ^2,314. 

As to conductors, Le fioy recommended that they should rise not 
less than 15 feet above chimney and summit of any edifice. 

Mr. Anderson gives technical names of parts of Ughtning rods in 
different countries. Chains first used, and gave rise to many acci- 



( 123 ) 

dents. Tin and lead conductors tried ; lead especially, from its easy 
application to sharp curves, <&c., but it is liable to be broken, and is a 
bad conductor ; so it went out of use. 

Some particular buildings are constantly under attack from lightning, 
e,g.j Church of Eosenberg in Carinthia, not standing in a very high 
position, but greviously damaged in 1730, &c,; rebuilt in 1778, 
with lightning rod, and not injured since. Some of these effects 
may be explained on meteorological grounds : the height and thick- 
ness of the charged clouds only slightly varying, perhaps, in districts 
where there are prevailing winds. !I1ie height of clouds sometimes 
enormous. Instances are given of their being 15,000 to 25,000 
feet above the sea. But sometimes clouds are almost flat on the earth, 
two instances are given of this. A remarkable and often fatal 
discharge is the '^ return stroke," always less violent than the 
direct stroke, but often very powerM, and caused by the induc- 
tive action exerted by a thundercloud. Men and animals are charged 
vnth opposite electricity to the cloud. When the latter is discharged 
by the recombination of its electricity with that of the ground, the 
induction ceases, and all bodies charged by induction return to a 
neutral condition. Hence the dangerous "return stroke." Lord 
Mahon first demonstrated this by experiment. As to origin of 
atmospheric electricity, Be Saussure considered it due to the 
evaporation of water by the sun's heat. Peltier (1765-1845) consi- 
dered the earth itself to be one immense reservoir of electricity. As 
light comes from the sun, so electricity is generated by heat from 
the interior of the globe. "No electricity is produced by atmosphere, 
nor held by it, except temporarily. 

There is no recorded case in which a well made lightning rod, with 
*^ good earth," did not do its duty. 

In 1822 there was an extraordinary number of thunder storms in 
Prance, so lightning rods were ordered by Minister of Interior for all 
public buildings, and he applied to the Academy of Sciences for advice. 
1823. A Committee (Gt&j Lussac, &c.) reported. They laid it down, 
as a rule, that a lightning rod protected a circular area, having 
a radius of double the height of the rod ; and they said nothing 
about regular inspection of lightning rods. So disasters occurred, 
and another Committee was appointed (Pouillet, &c). They reported 
1854. The theory as to the protected area was abandoned. It 
was recommended that lightning rods should have as few joints 
as possible. The joints to be well soldered, the points to be of 
copper (not platinum), and not to be very finely pointed. The rods 
to be of copper, not iron. The Ijouvre was well protected by light- 
ning rods, but slightly injured, 1854. Another Committed was 
appointed, and, 1855, Pouillet again reported on its behalf. It re- 
commended that the points (always of copper) should be thicker, and 
the rod to have a never-failing connection with water or moist earth. 
1866.* Several French powder magazines were struck though provided 
with lightning rods, and the Minister of War asked the Academy for 
another report. Another Committee (Becquerel, &c.) was appointed, 
and, 1867, Pouillet again reported. He defines lightning as an 
immense electric spark passing from one cloud to another, or from 
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cloud to earth, to restore equilibrium. The best protection for a 
building would be iron rods surrounding it on all sides, and passing 
deep into ground. Conductors should be inspected every year. 

The conductor now remains essentially as Franklin invented it. 
Of the inner nature of " lightning " we are utterly ignorant. The 
first conductors were always of iron as being cheap. 

Sir H. Davy pointed out the different conducting powers of 
different metals. Becquerel, Lenz, Ohm, and Fouillet made similar 
investigations, with the following results : — 





Silver. 


Copper. 


Lead. 


Tin. 


Iron. 


Iron — I 
Copper = 


Davy .... 
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.... 
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Pouillet . . . 


81-26 


100 


a • • • 


.... 


18-2 

to 

15-6 


6-49 

to 

6-41 



(The difference being owing, probably, to the greater or less 

purity of the Metals.) 

1815. Brass wire rope generally used in Bavaria, but a steeple 
was struck down though with a brass wire conductor 1 inch diameter. 
The real defect was. " bad earth," but attributed to bad form of con- 
ductor; so this was abandoned. Brass not a reliable metal, and 
often destroyed by smoke. Purity of copper essential. 

Professor Matthiessens' experiments shewed that the conductivity 
of copper varied from — 

Pure . . . . . . . . 100- 

to Australian . . . . . . 88*86 

Bussian . . . . . . . . 69*34 

and Spanish, Eio Tinto . . . . 14*24 

Hotel de Ville, Brussels, lightning rods designed by Professor 
Melsens on the principle of a great number of small ones in pre- 
ference to one of large size, and covering building with network of 
metal, having many points and many earth contacts. He considers 
that the relation of section to surface of the lightning rod has a 
marked and definite, though unknown, result. * 

Author describes weathercocks and methods of fixing them. 

Lightning rods generally — methods used in France : Terminal rods, 
usually of wrought iron, galvanized; their height depends on the 
size and area of building it protects. This is generally to be con- 
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sidered to be within a cone of revolution, of which the radius=height 
of rod above ridge x 1*75. 

Points described. The -conductors are of iron, rebated, soldered, 
and bolted at joints, with lead between. Bent plates of copper in- 
troduced to provide against contraction and expansion. In large 
buildings, metallic connections are formed on ridge by iron bars^- 
I in. X I in. 

Precautions are taken against the destruction of iron underground, 
viz., by enclosing it in vertical sprints of wood, tarred or creosoted, 
rising a few inches above ground, or by a coating of tar or by a 
wrapper of sheet lead. The earth connection is a trough filled 
with broken charcoal, through which the conductor passes, ending 
in several branches, or in a grating between layers of charcoal. 
Gralvanized iron cables sometimes used, and (rarely) copper of | in. 
diameter. 

America, Gutters and water pipes, &c., used where possible. If the 
roof be of wood, slate, <&c., a conductor is laid along ridge, and 
connected with gutters and rain water pipes. If these latter be less 
than 3 in. diameter, the conductor is often extended from roof down 
the side of building close to the pipe. All metal chimney caps, 
railings, water and gas pipes, and other large or long pieces of metal, 
inside and out, are connected with conductor. The upper terminal 
usually projects 4 ft. above chimney or other highest part of build- 
ing. It is a round rod, T^th in. diameter, hammered out to join it to 
conductor. A building 25 ft. wide and broad has one terminal in 
centre and one at each end. In larger buildings, one terminal to 
each 20 ft. of roof. Not always pointed. 

Steeples have horizontal conductors at every 20 feet, connected 
with vertical conductors, to provide against discharge in centre, 
caused by deflection of discharge in the air by rain. Conductors are 
fixed to buildings by iron staples or straps ; the earth connections are 
similar to ours. Also are used iron pipes, about 3 in. diameter and 
10 ft. long, placed vertically in moist earth and careMly connected 
with conductor. 

NewalVs system : Copper conductors are the best, and in the end, 
cheapest. Terminal rods are usually 3 to 5 fb. long, and f th to | in. 
diameter, branching out at top. 

German " reception rod " described as being of iron, 10 to 30 ft. 
long ; the area of protection theory discredited. The electric fire, seek- 
ing its nearest path to earth, is not to be diverged from it to the 
rod. These high rods of no use except, e.g., near high trees, and are 
often dangerous from being blown down. Bams containing new hay 
are likely to be struck, as hay sends out stream of warm air. 

Designs explained for protecting private houses by short terminal 
points to chimneys, gables, <&c. A copper rope at least fth in. diam- 
eter should be used ; a copper rod, | in. diameter, has never been 
fused, so far as is known. In chimneys of manufactories, where rope 
is liable to corrosion, a greater thickness should be used. 

Laughton-en-le-Morthen steeple injured, though with lightning rod, 
but this was only a small, thin copper tube, |th in. external diameter, 
and ^^ in. thick ; weighing 8oz. per foot, or equal to a rod about 0*12 in. 
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diameter, the joints were corroded, and the earth contact was im- 
perfect. Nevertheless, only one buttress was injured. It is of 
little consequence whether the conductor be inside or outside, if it be 
carried to earth by the shortest route. At jBrst it was more generally 
put inside in France, but this was given up for fear of accidents. 
6ut it is beyond controversy that a good conductor is absolutely 
harmless to all surrounding objects, and a man might lean against a 
copper half-inch rod, carrying o£E a heavy stroke of lightning into 
*' good earth," without being aware of its passing. 

It is useless and dangerous to isolate conductors from buildings. 
All masses of metal should be connected with conductors. 

Prof. Clerk Maxwell's theory described (as to disconnecting the 
conductors, &c., from the earth) : He states that it is not necessary 
to connect masses of metal, as engine tanks, &c., if entirely within 
the building, unless a conductor as, ejg,^ telegraph wire, water or gas 
pipe come into the building from outside, then they must be connected 
with conductor. 

list of accidents from lightning, also deaths or injuries in England 
and Wales, Prussia, United States, Sweden and Austria. 

Particulars of damage to St. George's Church, Leicester, 1846, and 
to West-end Church, Southampton. Also, to Merton College, Oxford, 
and St. Bride's Church, Fleet Street, none of these having lightning 
rods. 

Wrexham Church struck, this had a copper conductor, but it was 
too small and the earth contact was doubtful. 

List of buildings struck at home and abroad from 1589 to Septem- 
ber, 1879, the authorities for the statements being given. 

List of powder magazines struck between 1732 and 1878. 

Earth Connections. Franklin's report, 1772, strongly urges the 
importance of this, in speaking of the powder magazine at Purfleet. 
In ordinary cases, moist earth is sufficient, but in sucli a case as this 
he recommends that a well should be dug at each end of magazine, 
wil^ 3 to 4 ft. of water in it. 

The importance of " good earth " is shewn by numerous accidents 
to buildings, as, e.^., in 1779, the church of St. Mary, G^enoa, and, 
in 1872, the cathedral of Alatri, in which latter case, the discharge 
left moist earth to pass o£E by a water pipe, which it broke ; but the 
church was uninjured. Also at Clevedon Church, where the con- 
ductor passed into a drain which was dry, but the stroke merely 
injured Le buttress and passed ofE by gas Ld water pipes 

Mr. Anderson states that earth contacts must be large. That it is 
important that metal work be connected with lightning rod in at 
least two parts, to realize a closed metallic circuit, and so offer entry 
and exit. The earth contacts of the eight conductors of the Hotel 
de Yille,. Brussels, described, viz., their being enclosed in an iron box, 
8 in. X 3 in. X 3 J in., with three series of conductors (details given) : 
one passing into a well, another to the gas main, the third to water 
main. 

In ordinary buildings, the grating, with charcoal, coke, or cinders, 
&c., as before described, may be sufficient ; but with large buildings, 
contact with water is absolutely necessary. 
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Periodical inspection. Author strongly urges this because con- 
ductors deteriorate from action of wind and weather above ground ; 
the " earth " often becomes bad, owing to new drains, &c ; buildings 
may be altered in regard of the quantity and position of n^etals. An 
instance is given of damage to a building owing to the change of 
position of iron safe. Conductors are often displaced by workmen ; 
and the number and position of new gas and water mains, new trees, 
&c., also influence the power of conductors. 

Appendix. This contains a very full list of books relating to light- 
ning conductors. 



EEPOET UPON LIGHTNING DISCHAEGES m thb Peovince 
OF ScHLEswiG-HoLSTBiK. By Db. Leokhabd Webeb. 1880. 8vo. 

(Abstracted hy Alexander Siemens). 

The serious damage caused in Schleswig-Holstein by lightning led 
to an official inquiry into the subject, the following is an abstract of 
the first report of the commission. 

It is stated that trees, by their gradual but uninterrupted discharge 
of electricity, have a dispersing effect upon thunder-clouds, and tend 
to lessen the energy of lightning. In six cases out of the twelve 
examined, houses with trees close by, were struck, but not so heavily 
as in another case where the building had no protection whatever. 
Trees do not, however, afford complete protection to neighbouring 
buildings, their conductive capacities not being sufficient to convey, in 
the immeasurably short time required, such heavy discharges of electri- 
city as lightning flashes. This is instanced by their being often 
wholly, or partially, destroyed by the current, or, as occurred in four 
cases, by their passing it over to better conductors, buildings, &c. 

If a thunder-cloud passed over a perfectly plane surface, the dis- 
charge would take place in a vertical line between earth and cloud, 
but prominent objects, such as isolated trees, buildings, lightning con- 
ductors, and iron pumps, reaching down to underground water, act 
as attractive points, and divert the discharge, the path of which is also 
influenced by any conductors which happen to come between them and 
the thunder-cloud, such influence depending upon the capacity of the 
conductors. So that, generally an electric discharge chooses that path 
which, taking the distance into account, offers the best means of con- 
duction. 

It is frequently found that inflammable material is struck by light- 
ning without being ignited, on account, it is presumed, of the short 
duration of discharge not allowing the material to become sufficiently 
hot to bum, but whether the duration of discharge is dependent upon 
the nature of the charge of the thunder-cloud, or solely upon the con- 
dition of the objects struck, has not been ascertained. The latter 
is, however, not without influence, as in two of the four cases which 
resulted in fire, the cause was presumably due to newly gathered hay 
stored at the top of the houses struck, and in the other two cases to 
trees, which were struck at the same time, the hay and the trees being 
bad conductors, and prolonging the duration of discharge. 
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Eour cases are given of buildings having lightning conductors being 
struck. 

The first case is that of a windmill, the conductor of which termi- 
nated in a sheet of metal placed in a well near the building. The 
discharge was exceedingly heavy, but beyond the platinum point being 
almost entirely fused, no other damage was done. 

The second is that of a house with two separate lightning conductors, 
each ending in a copper plate, spirally coiled up, and laid in under- 
{ground water. One of the conductors was struck, and the lightning 
passed from it, and, running horizontally along the thatched roof of 
the house, descended by the other, causing no damage. 

The third case refers to a church and, adjoining it, a school building, 
A portion of the discharge was diverted from the conductor by an 
anchor in the church wall three metres off (which it magnetized), and 
forced its way through the ceiling of the school-house to a number of 
gas brackets, which were turned up towards the ceiling. It was 
ascertained that the ground floor of the house was completely under 
water, and well connected to earth through the gas mains and an 
iron pump, a good continuous conductor thus being formed. 

Accordingly, the report recommends that lightning conductors 
should be connected to the large masses of mel^, such as gas^ and 
water mains, which are found in our houses. 

In the fourth instance a church had a lightning conductor, which 
was connected to the top of two large iron supports running through 
the steeple to the nave, and which terminated in a coiled earth-plate, 
1 sq. metre (11 sq. ft.), supposed to lie in water 7 metres (23 fb.) 
underground. The lightning struck the conductor and, passing to the 
iron supports, sprang from one through the outer wall, dose to an 
iron window frame, and from the other across the stucco ceiling, 
going to earth 100 feet off through the altar gilding, which it blackened. 
It was subsequently found that the copper earth-plate was only 
^ metre (1 ft. 1 in. sq.), and that it was buried loosely round the rod 
in dry sand, the rod itself reaching 2 to 3 metres further down, 
and just touching water without an earth-plate, and also that the two 
supports had no earth connection, thus forming a great danger in- 
stead of a safeguard to the church. 



DIB KONSTEUKTION tod ANLEGUNG DEB BHTZ- 
ABLEITER zum Sohittze allbb Aetbn VON GEBATJDBN 
SEESCHIFFEN tod TELEGEAFEN STATIONEN. 

Voir Db. Otto BroHNEB. "Weimar. 1867. 8vo. 

{Abstracted by B. Van der Broek,) 

The book is divided into two parts : 

1. Gfeneral, or Introductory, and 

2. Practical. 

The first, or Introductory part, is sub-divided into : 
1. Historical and statistical notes ; 
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2. The theory of atmospheric electricity, and of the light- 

ning conductor ; and 

3. A chapter on natural lightning conductors. 

The great philosopher, Lichtenberg, of G-otting^n, said in the year 
1794: "People are struck and their dwellings are destroyed by 
lightning because they will have it so. It does not matter to us 
whether parsimony, carelessness, ignorance, or anything else is the 
cause of this." The author asserts that this dictum may be equally 
applied to the present generation. 

Professor J. H. Winkler, of Leipzig, discovered, in the year 1746, 
that electricity is the principal cause of thunderstorms. 

The first lightning conductor in Germany was erected 1769, at 
Hamburg, on the steeple of the Jacobi Church. 

Between the years 1835 and 1863, a period of 19 years, 2238 
persons were killed by lightning in France. The maximutn in one 
year (1835) was 111 and the minimum 48. The total number of 
persons struck by lightning amounted to 6714 ; of this large number 
1700 persons would have escaped, if they had been careful to avoid 
the neighbourhood of trees, whilst the storms were raging. The 
greatest number of the accidents caused by lightning occur during 
the months of July and August ; not a single fatal case is on record 
for the months of November, December, January, and February. 
The annual average number of persons killed by lightning was 3 in 
Belgium, 22 in England, and 10 in Sweden. In the low-lying 
Departments of France the average is 2 or 3 ; the average increases 
rapidly for the Mountainous Departments to 24, 28, 38, 44, and (in 
Auvergne) 48. The per centage of males in France is 67, females 10, 
and in the remaining cases the sex was not stated. In Prussia the 
proportion is 184 males to 105 females, in Sweden 5 males to 3 
females. 

The largest number of persons killed by one discharge is 8 or 9. 

The author states that the return shock is only mechanical in its 
effects. 

Professor Miiller lays down the following conditions for lightning 
conductors :— 

1. The rod must end in a very sharp point. 

2. There must be no want of continuify between the extreme point 
and the earth contact ; and 

3. The different parts of the conductor must be of the requisite 
dimensions. 

In practice we find that the first mentioned condition is incorrect, 
as sharp points are too liable to be fused. 

The rod must be made of a pyramidal or a conical form. Short 
rods of not above 2 metres (6 feet 7 inches) in length may be made 
of a cylindrical form. The best form of rod is one tapering from a 
base of from 50 to 60 millimetres (2 inches to 2*4 inches) in diameter 
to a diameter of not less than 14 millimetres (0*56 inches). As it is 
difficult to fix rods of a height of 10 metres (33 feet), it is better to 
erect one long rod, and several shorter ones on different parts of the 
roof and connect them together. The principal rod should have a 
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height of firom 2^ to 3 metres (8 to 10 feet) and the seooncUuy rods 
(Nehengtangen) should be at least 1 metre (3 feet 3 inches) high. 

The form of point imiTersallj used in Germany is a strongly fire- 
gilded copper cone. 

£uhn adTocates the use of chemicallj pure silver for the points. 
His arguments in favour of this metal are incontroyertible. The con- 
ducting power of silver is 1*36 ; that of pure copper being 1. The 
fusibility of silver (1,000 c.) is sufficiently high for the purpose. The 
atmosphere, unless it contains sulphur in a gaseous or a liquid form, 
has no effect on silver* Silver is cheaper than platinum, and not 
more expensive than a gilded copper cone, and it can be easily sol- 
dered to other metals. 

The point should be screwed on, as well as soldered to the rod. 
All other but the conical Form of point should be rejected. 

The best material for the earth contact is galvanised iron. 

As regards the protection of sea-going vessels. Snow Harris's 
arrangement, converting, as it were, the vessel into one mass of 
metal, is perfect. 

The first practicable lightning conductor for the protection of 
telegraph wires was constructed by Steinheil in 1846. His arrange- 
ment was somewhat modified by Breguet and Fardely. Meiszner 
introduced a real improvement. 

On the Prussian railway telegraphs two " pointnsy stems " are in 
use, one for small stations, and the other for larger stations. 

It is desirable that ail lightning conductors be examined once a 
year. The metallic connection throughout must be perfect, the point 
must be kept free from rust, and the earth contact must be good. 
The whole circuit should also be tested by means of a battery and a 
galvanometer. 



EARTH CONNECTIONS OF LIGHTNING CONDTTCTOES. 

By Lnnrr.-CoL. Stothsbd, E.B. 

(Journal of the Society of Telegraph Engineers, May 12, 1875.) 

(Abstracted by W. H. Preece, CJS.) 

Arguing from the case of a powder magazine at East London, Cape 
of Good Hope, when the iron conductor was led into a cemented 
water-tank, frequently dry, and where it was destroyed, the author 
raises two questions : 

1. Should such tanks be used for earth ? 

2. Is iron the proper metal to use ? 

He gives a decided negative reply to the first, and advocates the use 
of ^vanized iron properly protected from atmospheric action. He 
suggests rods 1 inch in diameter, or bands 2in. X |in. thick. 

In the discussion which followed it was mentioned that the ground 
about Torquay is so insulated that plates had to be carried out to sea 
to secure a good earth for the telegraph there, and that of the 
numerous churches which had been inspected, there was not a single 
conductor that could be passed. It was pointed out that when copper 
conductors were fixed with iron wall-eyes— a frequent thing— -^- 
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ranic currents were set up, and the conductor destroyed at the ground 
line. 

It was stated that the earth connection of a supposed perfect con- 
ductor was found to be equal to a resistance of 1,000 Ohms. 

Mr. Preece, Major Malcolm, E.E., Dr. Mann, Mr. Pidgeon, Mr. 
£empe, Mr. G-rayes, Mr. Spagnoletti, and Mr. Latimer dlark, took 
part in the discussion. 



BEMABKS on somb PEAGTIOAL points ooitneoted with the 
ooNSTEUOTioir OP LIGHTNING CONDUCTOES. 

Bj B. J. Mlkn, M.D., F.E.A.S. (Quarterly Journal Meteor, 8oe,^ 

October, 1875). 

(Abstracted by O, J. Symons, F.B,S.) 

States that there are certain principles accepted as established facts, 
«.(/., that conductors should be of metal of high conductivity, and of 
adequate dimensions. That in 1854 the French electricians held that 
a '* quadrangular iron bar f in. diameter, was sufficient in conducting 
power for aLL purposes.** Since then, wire ropes, owing to their plia- 
bility, have nearly superseded solid rods, and copper has been preferred 
to iron because of its higher conducting power and less liability to 
oxidise. But provided that the iron be galvanized, and of five times 
the sectional area of a copper conductor, considers the metal imma- 
terial. 

Author states that the resistance of a conductor increases with its 
length, therefore sectional area of conductor must be increased for 
lofty buildings. Modem French electricians employ copper rope 0*4 
to 0*8 in. diameter. M. B. Francisque Michel considers galvanized 
iron wire rope 0*8 in. diameter sufficient for all ordinary cases. 
Copper wire rope 0*5 in. diameter (6^ oz. per foot) recently applied 
to St. Paul's Cathedral. 

Importance of perfect earth connection strongly insisted upon, but 
it is matter of some difficulty, and the oxidation of the earth terminals, 
and their inefficiency doubtless lead to most of the reported failures 
of lightning conductors. Author quotes Pouillet and Becquerel, as 
saying, that for the efficient discharge of the lightning, which could be 
carried by a copper rod 0*8 in. diameter, contact must be obtained 
with 1,200 square yards of moist earth, but this large requirement can 
only easily be obtained in towns by connection with the water mains. 
Various modes of obtaining adequate earth contact by iron harrows, 
Callaud's grapnel in basket of coke, <&c., described. 

Explains the rationale of testing goodness of earth currents by the 
galvanometer. Calls attention to the destruction of upper terminals 
of conductors to factory chimneys by the emission of sulphurous fumes, 
and suggests that they might be cased in lead. 

Calls attention to the importance of every joint being made 
absolutely perfect. 

Urges the superiority of points for upper terminals, owing to their 
facilitating silent discharge, and rendering lateral discharges from the 
conductor less probable. 

i2 
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Thinks that multiple points of copper kept fairly sharp and cleto 
are, on the whole, the beist upper temunals. 

Considers that all large masses of metal in a building should be 
connected with the conductor ; but quotes M. Callaud, who holds the 
opposite view. Dr. Mann, however, points out that if the conductor 
be efficient and perfect, the accidents which M. Callaud contemplates, 
and on which he bases his arguments, could not occur. 

Calls attention to the ready path afforded by the column of heated 
smoke discharged by chimneys, and hence alludes to the placing of a 
coronal conductor, as well as a multiple point on important chinmeys. 

Suggests the utilization of rain water pipes, by perfecting their 
joints, and securing a good earth connection at their base. 



ON THE PEOTECTION OF BUILDmGhS FROM 

LIGHTNING. 

By B. S. Bbough, 4to, Mussoobib, 1878. 

(Abstracted hy W. JET. Preecej CM) 

A carefully prepared theoretical and practical paper, adapted for use 
in India. Author advocates the use of iron from its higher tempera- 
ture of fusion, and greater specific heat than copper, its long protection 
from decay by galvanization and its cheapness. He prefers wire 
cables from the absence of joints in them. He gives precise instruc- 
tions for the formation of a good earth, and advocates periodic electrical 
tests. 

LIGHTNING CONDTJCTOES. 

By Professors Atbton and Pebbt. {Journal Society of Telegraph 

Engineers. Vol. V., 1876, p. 412.) 

{Ahstraeted hy W. H. Preece, C,E.) 

The authors controvert dark Maxwell's views that a building 
would be perfectly protected from lightning by being enclosed in 
a network, or cage of wires, without the use of the earth. They 
object to the application of the laws of static electricity alone to such 
a case. Current induction intervenes, and this is not subject to 
the screening action of a cage. Hence, though a metallic cage may 
assist the protection of a house, it does not do so perfectly. 



ON THE PEOPEE POEM OF LIGHTNING CONDTJCTOES. 

By W. H. Pbeeoe, C.E. (British Association Report^ 1880). 

(Ahstra^cted hy O, «/". Symons, F.E,S.) 

Author states that ever since lightning conductors have been used, 
there have been disputes as to whether the discharge passes over the 
surface of conductors or through their mass. Snow Harris, Henry, 
Melsens, and Guillemin have held that it passed over the surface; 
Faraday held the opposite view. 

The arguments in favour of the surface form are, in the opinion of 
the author, deductions from exploded theories, from imperfect experi- 
ments, or from erroneous interpretations of well ascertained facts* 
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Ko direct experiments hare ever been made to solye the question, as 
&r as the author knows. Quantities of electricity, that is static 
discharges from condensers, are in incessant use for telegraphic 
purposes, and are found to follow exactly Ohm's laws, even with the 
most delicate apparatus. The knowledge of the flow of electricity 
through conductors, of the retarding influence of electrostatic capacity 
upon this flow, and of the distribution of charge, has become so much 
greater of late years through the great extension of submarine tele- 
graphy and the labours of Sir WilHam Thomson, Clerk Maxwell, and 
others, that the author questions if any English electrician would 
now be found to argue in favour of the surface form. Nevertheless, 
as ribbons and tubes still continue to be used, and it appeared very 
desirable to settle the question experimentally, the author determined 
to try and do so. 

Mrst ExperimenUy June 28, 1880. 

Dr. Warren de la Eue, who is always ready to place his splendidly 
equipped laboratory at the service of science, not only allowed the 
author to use his enormous battery and his various appliances, but 
aided him by his advice, and assisted him in conducting the experi-> 
ments. 

Copper conductors, 30 feet long, of precisely the same mass, 
(a) drawn into a solid cylinder, (h) made into a thin tube, and (c) rolled 
into a thin ribbon, were first of aU obtained. The source of electricity 
was 3,240 chloride of silver cells. The charge was accumulated in a 
condenser of a capacity of 42*8 microfarads. It was discharged 
through platinum wire of '0125 diameter, of different lengths. The 
sudden discharge of such a large quantity of electricity as that con- 
tained by 42'8 mf. raised to a potential of 3,317* volts is very difficult 
to measure. It partakes very much of the character of lightning. 
In fact, the difference of potential per unit length of air is probably 
greater than that of ordinary lightning itself. It completely deflag- 
rates 2| inches of the platinum wire, but by increasing the length of 
the wire it could be made to reproduce all the different phases of heat 
which are indicated by the various shades of red until we reach white 
heat, ^sion, and deflagration. Hence the character of the deflagra- 
tion, which is (by its scattered particles) faithfully recorded on a white 
card to which the wire is attached, is a fairly approximate measure 
of the charge that has passed, while the length of wire, raised to a 
dull red heat, is a better one, for any variation in the strength of the 
current within moderate limits is faithfully recorded by the change of 
colour. 

Experiment 1. — Similar charges were passed through the ribbon, 
tube, and wire, and in each case 2 J inches of wire were deflagrated. 
No difference whatever could be detected in the character of the 
deflagration. 

Experiment 2. — Ten inches of wire were taken and similar charges 
passed through. In each case the wire was raised to very bright 
redness, bordering on the fusing point, and in two cases the wire 
broke. In each case the wire knuckled up into wrinkles, and gave 

* The electro-motive force of the chloride of the silver cell is 1'03 volt. 
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eridence of powerful mechanical disturbance. The same wire was not 
used a second time. No difference could be detected in the effect 
through the different conductors. 

Experiment 3. — Silver wire of the same diameter and length was 
used, and similar charges transmitted through it. Bedness was 
barely visible, but the behaviour of the wire was similar in each case. 

The conclusion arrived at unhesitatingly was, that change of form 
produced no difference whatever in the character of the discharge, 
and that it depended simply on mass. 

8ec(md ExptrimmU^ July 19, 1880. 

As it might be urged that the length of conductor tested was so 
short, and its resistance so small that considerable variations might 
occur and yet be invisible, similar lengths (30 feet) of lead — a very 
bad conductor, its resistance being twelve times that of copper — were 
obtained, drawn as a wire, made as a tube, and rolled as a ribbon, 
each being of similar weight. 

Experiment 4. — Charges from the same condenser, 42*8 mf., but 
with 3,280 cells, were passed through, and the discharges observed on 
6 inches of platinum wire 0*0125 inch diameter, which in each case 
was heated to bright redness. No variation whatever could be de- 
tected, whether the wire, the tube, or the ribbon were used. 

Experiment 5. — In order to form some idea as to how closely any 
variation in the character of the discharge could be estimated, a long 
piece of platinum wire was used, and the length adjusted until just 
visible redness was obtained ; then a diminution of 10 per cent. (3 
feet) produced a marked change to duU redness, and further excisions 
raised the temperature to brighter and still brighter red. 

The conclusion arrived at was that any change in resistance of 5 
per cent, would have been clearly and easily discernible. 

It therefore appears proved that the discharges of electricity of 
high potentials obey the laws of Ohm, and are not affected by change 
of form. Hence, extent of surface does not favour lightning dis- 
charges. No more efficient lightning conductor than a cylindrical 
rod or a wire rope can therefore be devised. 

lETABLISSEMENT DB LA FOBMULB RELATIVE AU 

EAYON D'ACTION DBS PAEATONNEEBES. 

Par Emile Lacohte. {L'Electridte^ October, 1880.) 

(Abstracted by O. J, Symons, F.Ii,S.) 

This author gives a formula for determining the area protected, 
which he considers to vary with the height of the storm cloud, and the 
elevation of the ground. He states that the mean elevation of the 
storm clouds at Constantinople is as low as about 325 feet. He says 
that conductors placed near the extremities of a building have their 
radius of protection diminished, and therefore recommends a line 
conductor running round the building. (The circuit des faites of the 
Paris Municipal Commission, see ante page 68). 

He says that his formula leads to nearly the same results as have 
hitherto been adopted, but he gives three examples, the results of 
which are — length of conductor being 1*00, radius protected is re- 
spectively 3-80, 1*10, and 2-20. 
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ON THE SPACE PBOTECrTED BT A LIGHTNING 

COHDUCTOE. 

By W. H. Pbeeoe, C.E. {Phil. Mag., Dec., 1880.) 

(Abatraeted by Q. J. Symtma, FJR.S.) 

In the early part of this paper the author discusses the distributum 
of electricity in the space between the storm cloud and the earth's 
aur&ce, and points out that the air in an electric field is in a state of 
tension or strain ; and this strun increases along the lines of force 
with the electroaioti?e force producing it until a limit is reached, 
when a rent or split occurs in the air along the line of least resis- 
tance — which is disruptive discharge, or lightning. 

Since the resistance which the air or any other dielectric opposes 
to this breaking strain is thus limited, there must be a certain rate (A 
&11 of potential per unit length which corresponds to this resistance. 
It follows, therefore, that the number of equipotentiol surfaces per 
unit length con represent this limit, or rather uie stress which leads 
to disruptive discharge. Hence we can represent this limit by a 
length. We can produce disruptive discharge either by approaching 
the electrified surfaces producing the electric field near to each other, 
or by increasing the quantity of electricity present upon them ; for 
in each case we should increase the electromotive force and close 
up, as it were, the equipotential surfaces beyond the limit of resis- 
tance. Of course this limit of resistance varies with every dielectric ; 
but we are now dealing only with air at orinary pressures. It 
appears from the experiments of Drs. Warren de la Sue and Hugo 
Miiller that the electromotive force determining disruptive discharge 
in air is about 40,000 volts per centimetre, except for very timi 
layers of air. 

If we take into consideration a flat portion of the ewth's surface, 
and assume a highly chai^d thunder-cloud floating at some finite 
distance above it, they would, tc^ther with the air, form an electrified 
system. There would be an electric field ; and if we take a small 
portion of this system, it would be uniform. 

If the cloud gradually approached the earth's surface, the field 
would become more intense, the eqnipotential surfaces would gradually 
dose up, the tension of the air would increase until at last the limit 
of resistance of the air would be reached ; disruptive discharge 
would take place, with it« attendant thunder and lightning. 
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If tiie e&ith -surface be not fiat but have a hill or a buildiDfi;. bs A 
or B, upon it, then the lines of force and eguipotential planea will be 
distorted, as shown in fig. 1. If the hill or building be so high as to 
make the distance HD equal to the limit of resistance (fig. 2), then 
we shall again haTe disruptive disGhai^. 



Pig. 2. 
Jf instead of a hill or building we erect a solid rod of metal, G H, 
then the field will be distorted as shown in Sg. 2. Kow it is quite 
evidoDt that whatever be the relatiTe distance of the cloud and earth, 
or whatever be the motion of the cloud, there must be a space d d' 
along which the lines of farce must be longer than e C or H D ; and 
henoe there must be a circle described around G- as a centre which is 
less subject to disruptive discharge than the space outside the circle ; 
and hence this area may be said to be protected by the rod G H. 
The same reasoning applies to each equipotential plane ; and as each 
circle diminishes in nidius as we ascend, it follows that the rod 
virtually protects a oone of space whose height is the rod, and whose 
base is the circle described by the radius G e. It ts important to find 
out what this radius Is. 
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Let us assume that a thunder-cloud is approacbing the rod A B 
(fig. 3) from above, and that it has reached a point D' where the 
distance D' B is equal to the perpendicular height D' G^ It is 
evident that if the potential at D' be increased until the striking- 
distance be attained, the line of discharge will be along D' C or D' B, 
and that the length A C is under protection. Now the nearer the 
point D' is to D the shorter will be the length A C under protection ; 
but the minimum length will be A C, since the cloud would never 
descend lower than the perpendicular distance D G. 

Supposing, however, that the cloud had actually descended to 
D when the discharge took place. Then the latter would strike 
to the nearest point ; and any point within the circumference of the 
portion of the circle B G (whose radius is D B) would be at a less 
distance from D than either the point B or the point G. 

'* Hence a lightning-rod protects a conic space whose Tieight is the 
length of the rod, whose base is a circle having its radius equal to the 
height of the rod, and whose side is the quadrant of a circle whose radius 
is equal to the height of the rod!* 

TJpon this rule the author makes the following concluding remarks : 

" I have carefully examined every record of accident that I could 
examine, and I have not yet found oi>e case where damage was 
inflicted inside this cone when the building was properly protected. 
There are many cases where the pinnacles of the same turret of a 
church have been struck where one has had a rod attached to it ; but 
it is clear that the other pinnacles were outside the cone ; and there- 
fore, for protection, each pinnacle should have had its own rod. It is 
evident also that every prominent point of a building should have its 
rod, and that the higher the rod the greater is the space protected." 



SHOET AGGOIJNT of the STRIKING BY LIGHTNING or 
THE RAILWAY TERMINUS at ANTWERP, on the 10th 
OF JULY, 1865. By M. Mblsbns, Member of the Royal 
Academy of Belgium. 

(Abstracted by It. Van der Broeh) 

On the date mentioned, between three and four o'clock in the after- 
noon, a violent storm burst over Antwerp, during which the light- 
ning struck the Railway Terminus, without, however, occasioning 
any other damage than the perforation of a single hole in one of the 
glass squares of the roof. 

The author states that the effect of the discharge on this square 
of glass, which was about 4""(0-2in.)thick, was remarkable; it appeared 
as if it had been traversed by a projectile from below, the perforation, 
viewed from above, being broken and chipped, whilst viewed from 
below it showed a clean edge. The sinuosities caused by the chipping 
on the upper surface had rounded edges, and the glass appeared to 
have been subjected to incipient fusion. Not a single fragment of 
glass was found on the glass squares or in the gutters of the roof. 

The author arrives at the following conclusions: The square of 
glass was pierced in the same manner as any square of similar nature 
and dimensions, placed in identical circumstances, would be, were it 
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traversed by a spherical projectile fired at a low velociiy from a fire* 
arm. The fracture, resembled one that would be produced by a 
missile thrown from below, that is to say, from the earth to the sky. 

The form of the opening indicated that the earth was positively 
electrified. 

The author notices that, according to M. F. Duprez, negative elec- 
tricity generally shows itself in abnormal conditions of the atmos- 
phere, during storms, rains, &c., and when the wind blows from the 
western quarters between N. and S. .Now, on the day in question, it 
rained and the wind blew from the west. 

The author publicly thanks M. Buhmkorff for his skilfril and dis- 
interested co-operation in proving the correctness of his (the author's) 
view of the distribution of the electricity at the Antwerp discharge. 
M. Euhmkorff has, at request, pierced squares of ordinary glass about 
1™" (0-04in.) thick by the discharge of his great induction apparatus 
charged by a powerful Leyden battery. 



ON LIGHTNING PEOTECTOES WITH POINTS, CONDUC- 
TOES, ATO MULTIPLE EAETH CONNECTIONS, a de- 

TAILED DESCBIPTIOlf OF THE LlGHTNING PeOTECTOB EBECTED ON 

THE TowK Hall of Bbitssels in 1865, with an Account op 

THE PeINCIPLBS ADOPTED IN THE CONSTBUCTION, BY M. MeLSENS, 

Membsb op the Eoyal Academy of Sciences of Belgium. 

(Abstracted by 22. Van der BroeJc.) 

As the author states in his preliminary observations that it is 
impossible to give a complete condensed description of the Lightning 
Protector, which he erected on the Town Hall at Brussels, we will 
merely draw attention to a number of facts, regarding the system 
followed, some of them, we believe, of a novel description. 

M. Daniel Colladon, the author states, has observed that as a rule 
lightning does not strike a single part or prominent point of the 
objects that are struck or destroyed by it ; and that, in the majority 
of cases, it does not strike in the form of a single spark, but in the 
form of a sheet with one or more principal centres of intensity. The 
correctness of this observation, the author considers fully borne 
out by the ravages which the electric discharge committed on the 
Town Hall at Brussels, on the 10th September, 1863. He gives an 
elaborate description of the effects of the flash on the building. It is 
interesting to note that the ravages principally took place at the side 
exposed to the west north-west wind, which was blowing at the time 
the building was struck. 

In the ensuing winter the Municipal Council of Brussels took into 
consideration the necessity of protecting the Town Hall against a 
similar disaster, and the author was requested to superintend the 
erection of lightning protectors on the building. 

The characteristics of the author*s system, as exemplified by the 
lightning protectors erected on the Brussels Town Hall, may be 
briefly summarised as follows : — 

1. The points are very numerous — of three kinds ; some long, 
sharp, and gilded, others of middling length, made of iron ; 
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and finally some small and very sharp, consisting of 
copper. 

2. The points are replaced by aigrettes (brushes of points diverge 

ing from a common base). 

3. The conductor is not insulated. 

4. The connections are simple and unchangeable, the joints are 

each embedded in a mass of zino. 

5. The surface exposed to the air is considerable. 

6. The conductor consists of thin, and numerous wires, which 

are yery flexible, so as easily to be led round all the comers 
of the buildings. 

7. The conductor is made of galvanised iron. 

8. The earth connections are multiple: firstly, a well within 

which a large surface of metal is plunged ; and, secondly, 

two enormous networks of metal pipes, offering an immense 

contact surface with the earth. One of these networks is 

in direct communication with all the reservoirs and all the 

water sources of the environs of Brussels and also in indirect 

communication with two rivers and two canals. 

The author has arrived at the conclusion that the height of the rod 

is a secondary question, as the radius of protection has not been 

determined by irrefutable proofe, and as that length is, in comparison 

with the distance and the extent of the thunderclouds, so small a 

&ctor that it may safely be neglected. The author states that he has 

been greatly gratified to meet with the same opinion in a paper 

which Mr. W. H. Preece published in Vol. I., No. 3, page 366, of 

the Journal of the Society of Telegraph Engineers for 1872 : " When 

we consider the distance of the cloud and the area of its surface, the 

height of a building vanishes in the general figure." 

The author points out that M. Perrot has endeavoured to demon- 
strate by experiment that the neutralizing area of a lightning protector 
surmounted by a crown of sharp points is far more extensive than 
that of an ordinary protector. M. Perrott further thought, and 
MM. Babinet and G-avarret shared his opinion, that it is sufficient to 
shelter the ordinary protector from discharges of Hghtning by arming 
it with numerous, long, sharp, and well conducting divergent points. 
M. Gavarret after having repeated Mr. Perrott's experiments, found 
the results so conclusive that he wrote to the author in the beginning 
of 1865: "It is at the present time no longer permitted to erect 
lightning protectors with single points." 

The metal of which the points are made must be a very good con- 
ductor. With regard to their conductivity, the metals follow each 
other in the following order: copper, silver, iron, platinum. No 
metals are used but those which resist fusion. The author rejected 
platinum and silver : the former because it fuses very readily by the 
electric discharge ; and the latter, because it has, in his opinion, no 
advantage over copper. 

The conductor, although galvanized, received several coats of paint; 
but the points (aigrettes) of course remained metallic. With regard 
to the general principle of connecting the protector with any masses 
of metal which may be about the building, the author has ever since 
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1865 endeavoured to demonstrate, tbat it is not sufficient, as might 
at first sight be supposed, to form that connection at one single 
point ; there must be at least two points of contact, so as always to 
ensure a closed metallic circuit. 

The contact with the water presents a surface of about ten square 
metres (12 sq. yds.), bringing both surfaces of the cylinder into account. 

With regard to the earth connection, the author quotes M. Perrot, 
who remarks that with the ordinary protector the surface immerged 
ofEers a resistance at least 10,000 times greater than the conductor 
itself ; it is therefore necessary to increase the surface of the earth- 
plate as much as possible. 

In order to retard as much as possible the oxidation of the cylinder, 
the author introduced two hectolitres (6 bushels) of lime into the 
well, thus rendering the water alkaline. 



DE L'APPLICATION dtj EHE-JSLECTEOMilTEB ato PAEA- 
TONNEEEES DES T:fiL:fiGEAPHES. Pae M. Mblsests. 

(Ahgtracted hy E. Van der Broek.) 

In this pamphlet the author describes in § 1 an apparatus to show 
the presence or atmospheric electricity in telegraph wires. 

In §§ 2 and 4 he explains how the apparatus is joined up in the 
Belgian telegraph offices. 

§ 3 contains a r^sum^ of observations made at the government tele- 
graph offices between June, 1875, and March, 1876. 

The author states in this paragraph that, on the 19th of June, 1875, 
the Eheo-Electrometer at the office at Louvain, showed a deflection 
of 85^ East, although there was not the slighest appearance of atmos- 
pheric electricity. The fact was, that at the time a thunder storm 
was raging at Beverloo, distant from Louvain about 40 kilometres ' 
(25 miles). 

TEOISlMfE NOTE sub lbs PAEATONNEEEES. Pab M. 

Melsens. 
{Ahatracted hy R, Van der Broek,) 

On the 3rd of July, 1874, the church of Ste. Croix, at Ixelles, 
VTas struck by lightning. The building was provided with a lightning 
protector, which was constructed as follows : The point consisted of 
a platinum cone of about 30® (the form officially adopted in Erance 
in 1855), all the supports of the protector were soldered with zinc. 
This was attached to the steeple, and rose to 53 metres or 174 feet 
above the pavement. It consisted of an iron rod 18 mm. (0*71 in.) in 
diameter (M. E. Sacra's system). The conductor passed from the 
principal roof along the roo&, descending to a point near a pump, 
behind the vestry, where the well (W) was situate. There is an abun- 
dance of water in the well, which is about 7 m. (23 ft.) deep. The 
conductor terminated in the well, by a cast-iron plate 0*65 m. 
(2 ft. 1 in.) by 0*50 m. (1ft. 8 in.), thus presenting a surface of 0*654 
□ m. (7 sq. ft.). A little in front of the transept there is a supple- 
mentary rod B 5*25 m. (17 ft. 3 in.) high, 11 m. (36 ft.) distant from 
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the point (o in diagram) which was struck ; and 22 m. (72 ft.) distant 
from that point there was a second rod D, whose height was 9 m. 
(29^ ft.) above the top of the roof. 

The damage to the church was trifling, but the author contends 
that the fact of the church having been struck at all, proves that a 
building armed with a protector constructed on the usual principle 
is not completely protected. 




9< 
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A. Principal conductor on steeple. 
B. D. Two supplementary receiving rods. 

c. Stone cross at end of transept, which was struck. 
w. Well in which conductor made earth connection. 



QUATBIEME NOTE sub lbs PAEATONNEEEES. 

Pab M. Melsens. 

(Abstracted by R, Van der Broek,) 

This treats § 1 of observations on the distribution of the spark of 
electric batteries and machines over numerous metallic conductors of 
different sections, lengths, and nature, and on the passage of electri- 
city of tension in bad conductors. 

§ 2. Effects of sdldered joints on the conductiviiy and the resistance 
of conductors. Interrupted lightning protectors. 

§ 3. The distribution of sparks from Holtz's machine and Euhm- 
korfPs coil over two conductors outwardly identical, but one of iron 
and the other^ of copper. Comparative resistance to fusion and 
rupture for iron and copper conductors. Identical damage produced 
by discharges in several homogeneous and solid conductors. 
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APPENDIX G. 



CATALOGUE OF WORKS UPON LIGHTNING 

CONDUCTORS, 

WITH A PBW UPON 

LIGHTNINa, THUNDEB, AND THE EFFECTS OF 

LIGHTNINa STROKES, 

Chiefly extracted from tht Ronald's Catalogue, edUed hy Mr. Frogt, hut 
supplemented and brought dovm to 1880 by extracts from the Cataioguea of 

R. ANDERSON, F.G.S. ; LATIMER CLARK, G.E. ; and 6. J. STHONS, F.R.S. 



Thebe are not many comments needed upon the following catalogue, 
but a few are necessary. 

The arrangement is, with one exception, strictly alphabetical under 
author's names ; that exception being that all the Official Instructions 
issued in France are placed together at the beginning of the catalogue. 

The initials B, C, A, S, are those of the Catalogues or Libraries in 
which the works are to be found ; small type indicates that the title 
of the work is given in the catalogue indicated ; large type that a 
copy of the book is in that Library. As Mr. Anderson does not 
state distinctly whether he possesses the books or has merely their 
titles, it has been thought safer to mark those taken from his cata- 
logue with the small a. The existence of any specified work in a 
certain library is absolute proof of the existence of the book, and 
hence the larger type has a certain value, and, besides that, I purpose, 
immediately after the publication of this Eeport, presenting to the 
Society of Telegraph Engineers all the Electrical works which are in 
my library but are not in the Bonald's Library. It may therefore be 
assumed that most of the works to which a large type initial is pre- 
fixed are, or soon will be, in the splendid collections of the Society 
of Telegraph Engineers and Electricians. 

The small figures in the front column show the pages of Appendix 
F, upon which abstracts of upwards of fifty of the following works 
will be found — ^and thus it forms an index to the works abstracted. 

a, J. s. 
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OFFICIAL mSTEXJCTIONS, FRANCE. 

(AhBtracU of thu uriet witt be found on paget 51-69.^ 

InfltructioD sur lee Paratonnerrefl pour eervir k FEtabliesement de 
cee Appareils au-dessus dee Magasins k poudre, adopts par 
le Comity dee Fortifications dans ea S<$ance du 25 Aout 1807 : 
suivie dee Bapporte faite II .... rinstitat et i rAcad^mie 
dee Sdences, sur cette Instruction et sur rEtablissement des 
' Paratonnerree en g^n^ral. Fol. 39 pp. 1 plate. Paris, 1808 

(This paper oontaixiB the reports by Fnnklin and others, dated 34tli 
AprO, 1784 ; by Leroy and others, dated 27th December, 1799 ; and by 
Ltk Place and others, dated 2nd November, 1807.) 

Instruction sur lee Paratonnerree. Fol. PariSt 1828 

Instruction sur lee Paratonnerree adopts par I'Acad^mie, 23 April, 
1823, (Sign€) Poisson, Lefeyre-Gineau, Dulong, Fresnel, et 
Gay-Lussac rapporteur. 4to. 61 pp. 2 plates. Pans, 1824 

Instruction sur las Paratonnerres adoptee par FAcad^mie Ro3rale 
des Sciences le 23 Juin, 1823. 8yo. 51 pp. 2 plates. 

Paris, 1824 

Supplement k Flnstruction sur les Paratonnerree, presents par la 
section de physique. MM. Becquerel, Babinet, Duhsunel, 
Despretz, Cagniard de Latour, Pouillet rapporteur. 4to. 
Ext, des Comptsi JRendui, torn, xzxix. 112, and zl.. Stance 18 
D^ 1854. Paris, 1864^ 

Instruction sur les Paratonnerree adopts par I'Acad. des Sciences. 
12mo. 130 pp. Cuts. iVim, 1856 

Instruction sur les raratonnerres des magasins k poudre. Kapport 
lu 14 Janv., 1867. Comniissaires Becquerel, Babinet, Duham^ 
Vaillant, Pouillet, Fizeau, Begnault. 4to. 1 plate. 15 pp. 
(Ext, des Comptss Eendus, torn. bdy. Stance 21 Jany. 1867.) 

Paris, 1867. 

Instruction sur les Paratonnerree du Louyre et des Tuileries. (Ext, 
des Connies Eendus, torn. Ixyii. Stance 20 Juillet, 1868). 
4to. Paris, 1868 

Instruction sur les Paratonnerree adopts par I'Acad. des Sciences. 
Part I., 1823, M. Gay Lussac, rapporteur ; Part II., 1854, and 
Part III., 1867, M. Pouillet; rapporteur. 12mo. Pom, 1874 

Analyse des Rapports de M. de Fonyielle, k la suite de la mission 
qui lui ayait ^t^ confine en 1872, par M. Jules Simon, pour 
faire en Angleterre une enqudte sur la foudre et les Paraton- 
nerres. Fcap. fol. Paris, 1876 

Analyse des Bapx)ort8 des Architectes sur TEtat des Paratonnerree 
surmontant les Edifices Municipaux. Fcap. fol. Paris, 1876 

Instruction de la Commission charg^e d'^tudier rEtablissement des 
paratonnerree des Edifices Municipaux de Paris, adoptee 
dans la Stance du 20 Mai, 1875. Fcap. fol. Paris, 1876 

Resume des experiences faites k rAdministxation des Lignes T616- 
graphiquee sur lee parafoudres tdl^graphiques. Fcap. fol. 

Paris, 1876 

ANONYMOUS. 

(Arranged chronologicaUt/J 

Petit traitt^ du tonnerre, esclair, foudre, gresle et tremblement de 
terre. 12mo. Oenh}e, 1592 

Death of V. Tyrrell by Lightning and Preseryation of Sir J. Sous. 

1661 

Dreadful Storm of Thunder and Lightning, &c., at Bedford, August 
19th. 4to. 1672 

Extraordinary Thunder and Lightning in the N. of Ireland, with the 
sad effects of the Fall of a Cloud. 1680 
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Anonymous— Continued, 

S , Sir B. A Belation of the Bflfect of a Thunder-clap on the 

Compass of a Ship on the coast of New England. 3 pp. Also, 
a Letter concerning the former Belation. § pp. (PM. Trans, 
for 1683, xiiL pp. 620-21.) LmcUm, 1683 

Difesa della commune, ed antica sentenza che i fulmini discendano 
dalle nuvole contro Topinione del S. Maffei, che sf formino al 
basso, ed ascendano, etc 4to. Venezia, 1749 

Della maniera di preservare gli edificj dal Fulmine : Informazione 
al popolo, &c. 4to. 38 pp. ( Vide Toaldo.) At p. 20 is in- 
serted a translation of Saussure's Manifesto, entitled Mani- 
festo ossia breve esposizione ddP tUUitd dei Conduttori ekttrici. 

Venesda, 1772 

Della maniera di preservare ... dal Fulmine. 8yo. 22 pp. 

itfS&Tw, 1776 

Neueste Versuche zur Bestimmung der zweckmassigsten Form der 
Gewitterstangen. (JDeutsch Sfus., Oct. 1778, pp. 351-62.) 1778 

Eoc^clopesdia Method. Arts. Article, Paratonnerre. 1782 

Accident by Lightning at Heckingham. 4to., plates. 1783 

Nuovo metodo di costruire i Paraiulmini> praticato in Padova. 4to. 
2 pp. {Opuscdi SeeUi, vi. 380.) MHano, 1783 

Dell' efficacit^ dei conduttori elettrici, Dubb] proposti ai Fisici 
moderui. 8yo. 1784 

Maniera pratica di fare li Conduttori . . . 4to. {Printed hy order of 
the Magistrato deUa Sanitdi di Venezia,) (• Vide Marzari.) 

Venezia, 1787 

Einige gegen die Gewitterableiter gemachto Einwiirfe beantwortet. 
8vo. Frankfort, 1790 

Dubbii suir Efficacia dei Condi^^tori. 8to. 122 pp. 1 plate (Vide 
Bragadin.) Venezia, 1796 

Nachricht und Zeichnung von einer im Jahre 1778, am Schloss- 
thurme, zu Dresden, angebrachten Ableitung. (JSchrift. d, 
Leipz. okonomische Societdty th. v. pp. 222-32.) 

Bisposta deir autore dei Dubbii sulF emcacia dei Conduttori, alia 
giunta al GiomaleAstrometeorologico del Gr. Toaldo. (Vide 
Bragadin.) 

Plain Directions for safe Lightning Conductors for Lightning. 8yo. 
49 pp. 

Note, — ^Part of a work. Begins at p. 38 

Account of a mass of 7000 Bricks of a Wall displaced several feet 
by Lightning. 8vo. (Manchester Memoirs, ii. 2.) 

Manchester, njd, 

Belazione del Turbine scoppiato in Venezia nel Giomo 16 Giugno, 
1806. Data Venezia, 19 Giugno. 8vo. {Da Rio Oiomcde, 
ix. 266.) Padova, 1805 

(R. E.) Death by Lightning. Man killed at Colwall,near Ledbury, 
1817. 8vo. {PhU. Mag. 1. 316.) London, 1817 

On Lightning Conductors of Straw. {See Lapostolle.) 1820 

On the Cure of a case of Paralysis by Lightning. 8vo. 2 pp. (PhU, 
Mag. lix. 287.) London, 1822 

Kemarks upon Mosely's article on Solar Spots of 1816 in Phil, Mag, 
xlix. 182. 8vo. 3pp. (From New Monthly Mag. for January, 
1821. At p. 72, Uhain Cables as Conductors.) London, 1821 

Anleitung zur Verfertigung und Benutzung der Blizableiter. 8yo. 

43 pp. 2 plates. (Translation of French Official Report of 

1824, without name of Translator.) Strasbourg, 1824 

Tubes formed by Lightning. 8vo. 1 p. (PhU. Mag, or Annals, iv. 
228.) London, 1828 

Memoir on Lightning Conductors — Keply to a Prize Question. 
Bordeaux, 1837. ( Vkie Bourges, Secretary of the Bordeaux 
Academy, Stance 1837, p. 83.) Bordeaux, 1837 

On the knowledge of the Ancients concerning Lightning Conductors. 
8yo. (Fraser's Magadne, I83d?) London^ IS39? 
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Anonymous— Continued. 

Sur I'HistoiFe du Paratoiinerre, 1843. {Le Portique^ l^ livraison, 
Jan. 1843, p. 51.) 1843 

Part of Bulletin des Mois de Man, Ayril- Mai, Juin, Juillet, Ao&t, 
1864. 8vo. (Toulouse Acad, series 4, vol. iv. At p. 483, De 
CloB, Effeis de la Foudre eur un Paratormerre,) Tovkntse^ 1864 

De la Construction des Paratonnerres. Quelques Reflexions sur le 
Bapport de la Commission de rAcad^mie des Sciences du 14 
Janvier, 1867. 8vo. 29 pp. Paris, 1868 

AblMidie, A. D*. Sur le tonnerre en Ethiopie. 4to. Paris, 1868 

Adhard. F. K. Kurze Anleitung landliche Gebaude vor Gewitter- 

Bcnade sicher zu stellen, oto. Berlin, 1798 

AldeiL, T., Jun. ££fects of Lightning on the House of Captain 

Manning in Portsmouth, New Hampshire; in a letter to 

Dr. Eliot. 4to. 2 pp. {Mem, Amer, Acad„ iii. p. 93.) 

Cmnhridge, U.S., 1809 
Ajlderson, B. Lightning Conductors: their history, nature, and 
mod:e of application. Large 8vo. London, 1879 

„ On the necessity for a regular Inspection of Lightning Con- 
ductors {Brit. Ass. Rep. 1880.) 8yo. London, 1880 
AragO. F, Notices sdentifiques. Sur la GrSle et des Paragreles, 
&C )2mo. Paris, lS2n 
„ Sur le Tonnerre. 12mo. Paris, 1837 
„ Ueber Gewitter. 12mo. TTiimar, 1889 
^ Meteorological Essays. Translated by Sabine. 8yo. London, 1866 
Arnold. Blitzableiter zum Schutz der Warterbuden. Poiyt. Cevy- 
troMaU. 650. 1861 
Amnvsmith, J. On the Use of Black Fhdnt in averting the effects 
of Lightning on Ships. 1841 
Astier, C. B. Notice sur les Paragrdles ^ pointes; projet de para- 
gr^les \ flammes et experiences comparatives du pouvoir 
electrique des flammes et des pointes. 8vo. TouJIauee, 1829 
Ayrton, W, E., and Perry* J* Lightning Conductors ; an Answer 
to Prof. J. C. Maxwell's suggestion to ^surround buildings 
with a conducting cage. {Jour. Soc. Tel. Bmg., vol. v. p. 412.) 

London, 1876 
Babinet. {See Official Instructions, France.) 
Baier, J. W. De Fulmine, fulgure, et tonitru hiemale, 1706 

Baldwill, L. An Account of a very curious appearance of the 
Electric Fluid produced by raising a Kite in the time of a 
thundershower ; in a Letter to J. Willard. 4to. {Men%, 
Amer. Acad. i. part ii. 257, old series.) Boston, 1786 

„ Observations on Electricity, and an improved mode of con- 
structing Lightning-rods; in a letter to J. Willard. 4to. 
(Letter dated January 2ti5, 1797.) (Mem. Amer. Acad. ii. 
part ii. 96, old series.) Charlestown, U.S., 1804 

Barberet. !)• Dissertation sur le Rapport qui existe entre les 
Phenom^nes du Tonnerre et ceux de TElectricite. 2 vols. 4to. 

Bordeaux, 1760 

Barbier de Tilian. M^moires sur les Conducteurs pour preserver 

les Edifices de la foudre ; par TAbb^ Jh. Toaldo ; traduits de 

ritalien avec des Notes et des Additions, par M. Barbier de 

Tinan. 8vo. 241 pp. 3 plates. Strasbourg, 1779 

„ (Nuove) Considerazioni sopra i conduttori del Sig. Barbier di 

Tinan. Traduz. dal Francese. 4to. 43 pp. veneaia, 1779 

j^ol0_TldB is a printer's translation of Barbier*s Ctonsiderations tor les 

Condnctenrs en g^n^ral, appended to his translation of Toaldo's Del 

Oondnttori per preserrare gli edifizj da Fnlmini. 4ta 1778, nnova 

edizione. 

Barletti, C. Nuove Sperienze Elettriche, seoondo la Teoria del 
Sig. Franklin e le produzioni del P. Beccaria. 8vo. 134 pp. 

MUtmo/tm 
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Bartlettt 0. Descrizione de' fulmini di Porta Comasina, e del 
Duomo di Milano, e de' confront! loro eoi prindpali e£fetti 
del fulmini. 1786 

„ Dei Conduttori del f ulmine. 

Bartaloui, D. Lettera sopra 11 fuimine eaduto nel di 18 Ap. 1777, 

Bulla spranga posta nella torre del palazzo pubblioo della 

dttA di Siena. 8yo. {There ie tdio an EngUeh translation 

of the above), Siena, 1777 

Mem. Bul oonduttore Elettrico eollocato nella torre della Piazza 

di Siena. 4to. 36 pp. 1 plate. (Atti delT Aoead. di Siena. 

▼i 253.) .Siena, 1781 

Belazione sopra un supposto Fuimine eaduto nella Cappella della 

Piazza di Siena il di 7 Giugno deir Anno 1784. 4to. 8 pp. 

{AUi deW Accad. di Siena, yii. 61.) Siena, 1794 

Bartholomei (Glanvilla). Opus de rerum proprietatibus inscrip- 

tum : ad comunem studioso utilitatem, fof. (Liber xix.) 16Id 

Baudisins, A. De lapide Fulminari. 4to. WUteberga, 1668 

Beaufort, Dr. A. de. Notice sur lea Paratonneres. 8yo. 

Oiateauroux, 1876 

Beecaria, O. B. Lettere dell' Elettricismo. Fol. Bologna, 1758 

„ Delia elettricita terrestra atmosferica. 4to. Turin, 1776 

„ A Treatise upon artificial electricity. 8vo. iK/ndon, 1776 

Beck, D. Fassliche Unterredung, Gebaude vor dem Einschlagen 

dea Blitzes zu bewahren. 8yo. {Heineiui, i 210.) 

Sakburg, 1786 
Becqnerel, A. C. & E. Traits de I'Electricit^. 3 vols. 8vo. 

Paris, 1866-66 
(See Official Instrttctione, France,) 

Benneti A. New experiments on Electricity, Thunder, and Lif^ht- 

ning. 8vo. Derby, 1789 

Berg^man. T. Tal om mdjeligheten at f orexomma askans skadeliga 

werKuingar. 4to. Stockholm, 1764 

„ Rede von der Moglichkeit des Donners schadUchen Wirkungen 

Torzukommen. 4to. Stockholm, 1764 

M Zusati zu Vorhergehenden, i,e. Wilcke, Bemerkungen bei einem 

den 30 May, 1769. . . . Donnerschlage. 8yo. 5 pp. (K, 

Akad. Schwed. Abh, xxxii. 128.) Leipzig, 1770 

Bertholon, de St. Lazare. M^moire sur un nouveau moyen de se 

preserver centre la Foudre. 4to. Mowl^emer, Vlll 

Lettre k M. de la Tourette, sur les Paratonnerres ascendants et 

descendants de la Ville de Lyon. (Samml. zu Phys, xix. 

Mai 1782, p. 382.) 1782 

Nouyelles Preuves de Feffieacit^ des Paratonnerres. 4to. 28 pp. 

3 plates. MontpeUier, 1788 

De I'Electridt^ des M^t^ores. 2 vols. 8to. Pari%, VlBl 

Die Electricitat d. Lufterscheinungen. 2 vols. 8yo. 

Leignitz, 1792 
Beyer. On lightning-conductors, &c 8yo. 2 editions. 

Paris, 1806^ 
BiaiLCllini. G. An Extract by BoUi, P., of an Italian Treatise, 
written by Bianchini, J., upon the Death of the Countess 
Ck)melia Zangari ne' Bandi, of Cesena. To which are sub- 
joined Accounts of the Death of Hitchell, J. (see Hilliard, J.), 
who was burned to death by Lightning, and Grace Pitt at 
Ipswich, whose body was consumed to a coal. 4to. 19 pp. 
(PhiL Trans. xUii. 447.) London, 1744-46 

Bianchini, O. F. On the Vertical Rod on the Chateau di Duino in 
the Friuli 4to. (MSmoires de V Acad, pour 1764, edit. orig. 
p. 44.) Paris, 1764 

Bigot, P. Anweisung zur Anlegung, Construction und Yeranschla- 
gung der Blitzableiter. 8yo. Qlogau, 1834 

Biot. (See Offldal Instructions, li^anee.) 
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Bladfhi P. J. Bericht yon zwei Blitz-SchlUgen, welche da* 
Schwedische Schiff StockholniA-Schlosa in Ost-Indien, 1777, 
getroffeD haben. 8yo. 14 p.p. {Neue Schwadiiche AkadmnU 
Abhandhmf^,ll7B0,p,^ TranslatioD. LeipsBig,V7S0 

Blagden ft Naame. Proceedinffs relatire to the Accident br 
Lightning at Heckingham. Keport to Boyal Society. (i%W. 
Trans.) London, 1782 

BlessoXL Verbesserung an Blitzableiteni. Verhandl, de$ Vereins 
fBur Beforderung d§$ OewerbefletsaeB in iVtfUMeit. Jahrg. 
1831, m "^ 1831 

Bockmann, J. L, Ueber Blitzableiter. Eine Abhandlung auf 
hochsten Bef ehl bearbeitet. I^eue Auflage yon Wucherer. 

CarUruhe, 1830 
„ Ueber Blitzableiter. 3 Auflage yon Q. F. Wucherer. 8yo. 

Carlsruhe, 1839 

Bodde, J. B, GrundziigezurTheorieder Blitzableiter. 8yo. 84 p.p. 

Mun9t§r, 1809 
(Asdenon wys aIbo " Munster. 1804.**) 

BoddingtoiL An accurate Statement of Facts relatiye to a Stroke 

of Lightning which happened on the 13th April, 1832. 8yo. 

London, 1832 
Bodino. J* ^ UniyerssB naturae theatrum in quo rerum omnium 

I^ectrices cause et fines quinques libris duscutiuntur. 8yo. 

633 pp. Lugdunij 1696 

Boeckmaim, J. L. Ueber die Blitzableiter. Eine Abhand. auf 

hochsten Befehl des Fiirsten. 8yo. 80 pp. CarUruhs, 1791 

Bona 6 Comer. Belazione deir andamento ed effetti del Fulmine 

che colpi il Campanile . . . di S. Francesco della Yigna (in 

Yenezia), Tanno, 1780, 24 Maggio. 4to. 8 pp. Venesia, 1780 

(Thii title is abridged from that of an olfioial report made by Bona and 

Comer, olflcers of Artillery.) 

Boiuean, J. M^t^rologie; effets produits par un coup de foudre. 

8yo. ChambSry, 1848 

BottdS; O. Breye relazione degli effetti di un Fulmine che cadde 

in Napoli il mese di Giugno del presente anno 1774 ; e alcune 

considerazioni sopra i medesimL 4to. 27 pp. Napoli, 1774 
Boudin. M. Histoire physique et M^dicale de la Foudre, et de sea 

effets sur lliomme, les animaux, lesplantes. les Edifices, lea 

nayires. 8yo. 31 pp. (Ext. Jnnales d^Hygihie, 8^c.) Paris, 1864 
De la Foudre consid^r^e au point de yue de THistoire, de la 

M^ecine legale, et de THygidne publique. 8yo. 50 pp. 

Paris, 1866 
Histoire de la Foudre et des Paratonnerres. 8yo. 57 pp. cuts. 

(JExt. Annates d^Hygihis.) Paris, 1866 

Bourg^B. Bapport sur les trayaux de I'Acad^mie, Stance 1837, 22 

Sept. 8yo. (SSancss de VAcadhnie de Bordeaux pour 1837, 

p. B3.) Bordeaux, 1837 

Note. — Oontains notices of two memoirs, aa replies to a prize qnestion 
on lightning-condaotors. The first is an anonymoiu one, whiob 
speaks of the forms of roofs and of metallic masses spread over the 
edifice, iM, The second is by Mermet, of Pau, who received a gold 
medal, but not the prize.. 

Bragadin (or Anonymous). Dubbii sull' efficada de' Conduttori 

elett. 8yo. 122 pp. 1 plate. Venesda, 1796 

„ Bisposta dell' autore dei Dubbii sull' efficada dei Conduttori, 

alia giunta al Giomide Astrometeorologico del . . .. Toaldo. 

8yo. 31 pp. 
BrauiL A. A. Ueber zwei am 26 Jul! bei Berlin y. Blitz getroff. 

Eichen. Berlin, 1869 

Breitinger, D. Reflezionen ob es wohl gerathen ware, Strahlen- 

ableiter in unserer Stedt Zurich einzuf iihren. Zurich, 1776 
n Nadiricht iiber das Einschlagen des Blitzes in einen Wetter- 

ableiter, nebst Berichtigung einiger Begiiffe iiber die Wirkung 

derAbleiter. . Zwrich^VIW 
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Breitinger. D. Bagguaglio d*un Pulmine caduto in un Conduttore* 

T ^^ Sjl^'((hfuscoii Scelti, ix. 210.) MUano, 1786 

H Instruction fur diejenigen, welche sich mit der Verf ertigung und 

Vwitation der Blitzableiter beschaftigen Zunch, 1826 

„ Instruction iiber Blitzableiter im Canton Zurich. 4ta 

-D- X «. rx ^ , , . Zurich, ISSO 

Srewster, Sir D. On the Life Boat, the Lightning-conductor, and 

the Light-house. 8vo* (North JSriSsh Heview, xxiii. 492. 

November, 1869.) 1859 

Bright, E. B. lightning Conductors. (Ifech. Mag,^ lix. 246.) 

Brook, A. Miscellaneous experiments and remarks on Electricity 

■D ^\ ^ ^ .• . Nanffich,V7S9 

Brooks, D. Facts and mferences relating to Lightning and Light- 

n^Rods. 8vo. 16 pp. PhilaMfhia, 1S72 

Lightning and Lightning Rods. (Journal of the FranMin 

Institute.) Ixvi. 4. 1873 

Atmospheric electricity. 8vo. Philadelphia, 1S7S 

BronglL R. S. Protection of Buildings from lightning. 4to. 

(LUhqgraphed.) Mussoone, 1878 

Brown, K. DisputatioPhilosophicaDe Pulmine. 4ta 16 pp. 

Trajeeti ad Hhenum, 1692 
Bucnanan, G. An account of the chimney of the Edinburgh (las 

Works. 8vo. (ProcPoif, Scot. iSoc. Arts.) Edinlmrgh,lS61 
Bucnenail, P. Mittheilungen iiber einen interressanten Bluzschlag 

in mehreren Stieleichen. 4to. 15 pp. Dresden, 1887 

Bucher. Einige gegen die Gewitterableiter gemachte Einwiirfe 

beantwortet. 8vo. Frankfort, 1790 

Buchuer, 0. Die Construction und Anlegung der Bfitzableiter. 

zum Schutze aller Arten von Gebauden, Seeschiffen, and Tele- 

grafenstationen; nebst Kostenvoranschlagen. 8vo. 162 pp. 

mit einem Atlaa von 6 Poliotafeln. Weimar, 1867 

„ De bliksemafleiders. door C. J. V. Doom. 8vo. Haarlem, 1867 

,, ^ Die Construction. 8vo. 2nd Ed. 8vo. Weimar, 1876 

Buissart. M^moire sur les divers Avantages qu'on pourroit retirer 

de la Multiplicity des Conducteurs Electriques, ou Paraton- 

nerres. Lu k VAcad. d'Arras. 24 Avril, 1781. (Saumlez, 

Phys, Sup^lem. 1782. xxi. pp. 140-48) 1782 

„ M^moire juridique sur les Conducteurs Electriques. (From Fan 

Swinden, p. 137 ; Van Troostwyk and Erayenhoff, p. 241.) 
Bnnseil, J. Verauch, wie die Meteora des Donners und Blitzes des 

Aufsteigens der Diinste, incl. des Nordscheins, aus elektr. 

Versuchen. herzuleiten und zu erklaren. 8vo. Lemgo, 1753 
Bnmaby, A. Voyages dans TAm^rique Septentrionale, Traduit 

de rAnglais. (Conductors melted by Lightning.) 

iMusanne, VllH 
Burt Miscellaneous Scientific papers. 1861-66 

Blisse, P. G. von. Beruhigung iiber die neuen Wetterableiter. 

8vo. 62 pp. Leipzig, 1791 

„ Beschreibung einer wohlfeilen und sichem Blitzableitung, mit 

neuen Griinden und Erfahrungen. 8vo. 1 plate. Leipzig, 1811 

Butschany, M. Dissertatio de Pulgure et Tonitru ex Pheeno- 

menis Electricis. 4to. pp. 1 et 2. (Poggmdorff, i. 363.) 

Oottingen, 1757 
Der Blitz entsteht nicht durch Entziindung einiger brennbaren 
Theilehen die in der Luft schweben, und ist auch kein Peuer. 
(Beitrage zu Hannov. Magaxtm, 1761.) Hanover, 1761 

Eine Unvollkommenheit der Blitzableiter, nebst ihrer Ver- 
besserung. 8vo. (Prom Poggendorff, i. 363.) Hamburg, VlSl 

Cagniard do Latoxir. (See Official Instructions, France.) 

CaUand, A. Traits des Paratonnerres. Laige 8vo« Paris, 1874 
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Ctemerer, J. W. Uber du Einschlagen des Gewitters auf zwei mit 
Blitzabldtem Tersehenen Hausem. {Tubing. -JBlattir, 1816, 
Bd. ii) Tubing, 1816 

CardaniUly O. De fulgore. Liber uniis. Fol. (Cardani Qeronimo 
Opera omnia, 10 toIb. folio, vol. ii.) Lugd. 1663 

CasteUl) C. DisBertazione sull' ori^e delle straordinarie meteore 
dell' anno 1783, e sulla maniera d' impedire i fulmini e le 
grandini. 8yo. {Frmn MS. Catalogue, Padua Academv.) 

miumo 
Cayallo, T. A complete Treatise on Electricity. 8yo. (Many edir 
ttcns.) London, 1777, &rOk 

CeTlni, O, Inipo88ibilit& fisico-chimica del parainandine. 

Milano, 1821 

duunberlayiiey J> On the effect of Thunder and Lightning at 

Stampford Courtney, in Devonshire. 4to. (Phil. Trane. 

1712.) Londfm, 1712 

ChantreL Ueber Blitzableiter. CPolyt Joum., Izzxyi. 179.) 

1842 
Chapman, Sir F. E. Listmctions as to the application of Light- 
ning Ck)nductor8. Svo. (Army CXrctdara.) 1876 
Chappe. D'Auteroche. Observations sur Torage du 6 Aotit, 1767, 
et d'un coup de foudre qui s'est ^ev<l de la terrasse de 
rObservatoire. 4to. (Mhn. de Paris, 1767, MSm, p. 344.) 

Parie, 1767 

„ Voyage en Calif omie pour TObservation de V^nus sur le disque 

du Soleil le 3 Juin, 1767. . . . Redig^ et public par M. 

Cassini fils. 4to. 170 pp. 4 plates. 

(On Lightning (aa aecenatnd), p. 31, and reference to the same 

subject in his Voyage en Slb^rie). Paris, 1772 

„ Voyage en Sib^rie. (Pogg- i. 420, says 3 vols. 4to.) Paris, 1763 

Chevallier, J. G. Instruction s¥ir les paratonnerres. Paris, 1823 

Chigi, A. Lettera ad un amico sopra il Fulmine caduta, 18 Aprile, 

1777, nella spranga. . . . torre del Palazzo. . . . di 

Siena. Siena, 1844 

Chiminello, v. Risposta . . . al commento . . . nel Gior- 

nale Astrometeorolo^co, 1806, del Sig. G. Scaguller. 12mo. 

24 pp. (On Lightning Conductors.) Fenoao, 1806 

„ Precauzione d'applicare il secondo conduttore owero I'Emis- 

sario per preservare gli edifizii dai Fulmini. (CHomale 

AJstro-meteorologico, 18^.) Padova, 1806 

CllllLale e Comjpa. Paragrandine. Istruzione. 8vo. 25 pp. 1 plate. 

(Estrattt del Propagatore.) Torino, 1828 

Clark, Latimer. On tne Storms experienced by the Submarine 

•Cable Expediticm in the Persian Gulf, 1869. (Jour. Met. 

Soc.) 8vo. London, 1873 

Clerc. Compte-rendu. ler S^mestre de 1819. 8vo. (Lyon's 

Acad. Comptes^^endus.) Xyon, 1819 

jfote. — ^Mention of a woik received from le Gomte de Lead-SIameaia 

. . . Bor les F)EkratoiinerreB et les Paragr§leB — M. D. 

Close, !>• Passage d'une lettie . . . sur les effets de la Foudre 
sur la chame du paratonnerre d'un vaisseau. 8vo. 2 pp.«i 
(Toul&use Acad, 4e s^e, tome iv. p. 483.) Toulouse, 18io4 

Cohn, F* ^^ interessanter Blitzschlag beschrieben. 4to. 2 plates. 

Acad. Leop. 1856, vol. zxvi. part i. p. 177.) 1866 

„ Die Einwirkung des Blitzes auf Baume. 4to. (Acad, Leop. f) 

CoUadon, I^« M^molre sur les effets de la Foudre sur les arbres et 
les plantes ligneuses, et Temploi des arbres comme parraton- 
nerres. 4to. Oenke, 1872 

Collin et Fils. Paratonnerres. (Extract from Catalogue.) 4to. 

Collinder. De fulguribus. 4to. (JFhm Watts.) Upsal, 1686 

ContessL M. Bisquisizione sui paragrandini 4to. 26 pp. 

^ Treviso, 1828 
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CoBtantmi, G. A. (P) IWfesa della . . . Senten«a che i Pul- 
mini discendono dalle nuvole . . , Eiflessioni. 4to. 184 
and 12 pp. Venezia, 1749. 

Gowper. (Poet.) Letter to Tilloch, from J. S. &, contaming an 
ExtHU5t from the 3rd vol. p. 178, in a letter to the Rev. John 
Newton, of Cowper's Correspondence as published by Hayley. 
This extract contains an account of two Fireballs which burst 
•• o» the steeple, or close to it,'* at Olney. 8vo. (Phil. Maa. 
XIX. 296.) London lB04k 

Craiue (Krause), R. W. De fulmine tactis. Jena, 1694^ 

CrOBSe, G. De Fulmine. 4to. (^li-om Watts.) Amsterdam, ld6& 

Crosse, A. Memorials of the late. 8vo. L<mdon^ 1857 

FAbbadie. {See Ahhadie, m) 

DalibardyM. Hlstoire abr^^ de rEleetridtd. 2vols.8vo. 

^,. ^ ,- /o ^ ^ ParM,l766 

D'Auteroche. {See Chappe jyAutereche.) 

Davies, E. An account of what happened from Thunder in Car- 
marthenshire ; partly from the woman's momth that suffered 
by it, partly from what was observed by others ; communi- 
cated to the Royal Society by Eames J., as he received it in, 
a letter from Davies E., dated Pencarreg, Saturday, Dec. 6, 
1729-30. 4to. 5 pp. {Phil. Trans, xxxvt 444.) 

London, 1729-30 

Bayiet de Fonceuez, F. R^lt d'une f oudre ascendante ^lat^e sur 
la tour du fanal de Villefranche. (Biblioteca okramontanor 
1789.) 1789 

Davy, Sir H. Preservation from Lightning. {Pdrtable conductor.) 
8vo. 1 p. (Phil, Mag. lix. 468.) London, 182& 

De Fonyielle. (See Fonvlelle^ De,) 

De Premery. (See Fremen/, De.) 

DeLaPylaie. (See La Pylaie, De,) 

De La Bive. (See La Sive, De.) 

DelavaL E. H. An account of the effects of lightning, &c. 4to.. 

(Pha. Trans. 1764.) London, 17Mit 

Delia BeUa, O. Trattato sopra Tutiliti dei oonduttori elettrici.. 

(Pbpg. i 139.} 
„ Noticias historicas, e praticas A circa do* modo de defender 08< 

edifidos dos outrages dos raios. 8vo. Liaboa, 1773* 

DeU'Acqua, C. Norme pratiche per ben costroire ed applicare i> 

Paraf ulminL 4to. 37 pp. 1 plate Gith.) Milano, 1869. 

Dempp, K. W. Vollstandiger Unterricht in diei Technik der 

Blitzableitersetzung. 8vo. Munchen, 184& 

De Bomas. (See Romas, De.) 
Des Cartes BenatL Prindpia pMlosophisB. 4to. 316 pp. 

Amstdodlami, 1G50 
Despretz. (See (Official Ihstrwcttons, France,) 

De St. Lazare. (See Bertholen de St. Lazare.) 

D'Hombre Firmas, L. A. Effets de la Foudre. (USsumS des 
travaux de FAcadSmie de Toulouse pendant 1839-40-41.) 

Toulouse, 184a 
Dietricll, P. F. von. Sur les conducteurs desMiflces andens. 
4to. (Schrift. Oesellsch. naturf. Fr. in Berlin, xxv. 1784.) 

BerUn, 1784 
Dingley, B- Vox Coeli, or Observations of Thunder. Sm. 8vo. 

London, 165S 

Diyisch, P. "Erfand einen Wetterableiter. Beschrieben in 

PelzePs Abbild, bohm u. mahr. Gelehrt Bd. iii." (F^om 

Poggendorf, i. 680.) 

Dove, H. W. Ueber Electridtat 8vo. Berlin, 1848 

Dralet. On a Trombe, with thunder, &c Tmtlouse, 1880 
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Drebble, C Ejnknrtzer Tractat yon der Natur. Der Elementen 
imd wie sie den Wind Begen Blitz nnd Donner yeroi&chen. 
12mo. 26pp. Frane1efurt,\e2B 

BnhaineL (JSee Official Instructions, France^ 

Dnjaxdm, C Traits ^l^mentaire de I'Electridt^ extrait en partie 
du grand ounage de M. Beoquerel, et lenfennant un .Article 
pratique surlesPaiatonnerres par M.Gay-Lns8ac 8.A. 12mo. 

Paris. 

Bnlong. (See Official Instructions^ I^ance.) 

Da Moncel, T. Th^rie des Mairs. 8yo. 46 i>p. 

. CkerhauTff, ISM 

^ Notice hifltoiiqne et th^riqae anr le tonnerre et les ^dairs. 

8vo. 54 pp. Paris, 1867 

„ EzpoB^ des applications de I'Electridt^. 5 vols. 1872-78 

Dlipin, C. Observations au sujet du Bapport but TEtablissement 
de Paratonnerres k bords des Yaisseaux. (Compt. Mend., 
Txjdx. 1169.) 1864 

Da Prez, F. M^moire en r^ponse • . • . sur r^ectridt^ de Tair. 
4to. BruxeUea, 1843 

^ Statistique des coups de foudre qui ont frapp^ des paraton- 
nerres. 4to. jBmxdles, 1869 

Da Tour, E. F. M^moires sur les effets Slectriques du tonnerre 
tomb^ pr^s de Biom en Auvergne. 4to. (Mim, de Paris, 
an. 1766, Hist. p. 37.) Paris, 1786 

Eberhard, J. P. Vorscblage zur bequemem und sicheren 
Anlegung der PulTermagazin. 8yo. HaUe, 1771 

EdmondB, B. On the two great thunderstorms, with extraordinary 
agitations of the sea in 1846. 8yo. 

Eeles, H. Letter concerning the cause of Thunder. 4to. {PhU, 

Trans. 1762, p. 624.) Idrndm, 1752 

Eiflenlolir, W. Anleitung z. Ausfuhrung u. Visitation d. Blitz- 

ableiter. 8yo. Carlsruhe, 1848 

„ Second edition, with 3 plates. Carhruhe, 1867 

Eitelwein, J* A. Eurze Anleitung auf welche Art Blitzableiter an 

den Gebauden anzulegen sind. 8yo. Berlin, 1802 

Elice, F. Lettera sulla niuna influenza -del suono delle campane 

per attrarre il f ulmine. Qenofoa, 1817 

Influenza delle campane sul f ulmine. 8yo. 3 pp. Bibl, ItaL 

zzxii. 42a) Milano, 1823 

Osseryazioni eull* Istruzione dd Parafulmini approyata dalla B. 

Acad, delle Sdenze di Pangi il di23 Aprile lo23 e pubblicata 

nel 1824. 8yo. 8 pp. Genava, 1826 

Lettera del . . . F. Elice . . . al sig. C.F. 8yo. 3 pp. 

{Bibl. ItaL xly. 136.) MUrnio, 1827 

Notg. — On the effects of lightning on the tower of the lighthouse at 

Genoa, Jan. 4th, 1827. 

Istruzione sui Parafulmini. Lettera . • . al P. C. Dentone. 
8yo. 24 pp. Genava, 1839 

.^ Istruzione «ui Parafulmini ; lettera . . . indirizzata al Pittore 
G. Dentone. Seconda Edizione con aggiunte delF autore. 
8yo. 32 pp. Geneva, 1841 

.„ Osseryazioni sui Parafulmini. Luglio 1843 e Nota sulla con- 
dudbilit^ di x>aTecchi metalli per Pelettrico, e proposta di 
fare le punte dei parafulmini di palladio. 1 Agosto 1843. 
8yo. 11 pp. Geneva, 1843 

Ellillger, A. Beitra^e zur Erlauterung d. Vorstellung yon Wetter^ 
wolken und Blitzen. (Mtmchen Denkschr. 18(&6.) 

Mtmchen^ 1803-6. 

Snglefield, Sir H. C. Some particulars resx>ecting the Thunder- 
storm at London and in its yidnity on the 31st of August, 
1810. 8yo. 4 pp. (PAf/. i(fa^. xzxyi. 349.) Xofu^ 1810 

Esebecins, J. S. De fulmine et tonitru. 4to. 1669 
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E88er,Ferd« AbhandL ub. BUtzabldter. 8to. MunsUr^VieB 
Fait, E.Mae. (^See Macfait,} 

Falconer, W. Obsenratiozis on the knowledge of the ancients 
respecting Electricity {Memoirs of the Literary and Phil, Soc. 
Manchester, vol. iii. p. 278.) Syo. WarrvngUm, 1790 

Felbiger, J. I. von. I>ie Eunst Thuerme, oder andere Gebaude, yor 
den flchadlichen Wirkungen dee Blitzes, durch Ableitung zu 
bewahren (angebracfat an einem Thnrm). Syo. 110 pp. 1 

W plate. Brecon, 1771 

le weit gewahren wohl Gewitterableiter, Sicherheit fiir um- 
stehende Gebaude ? Fi'esshurg, 1787 

Felkel, A. Wahre Beschaffenheit des Donners. Wien, 1780 

Ferguson, J* An introduction to electricity. (Srded,) Syo. 

London, 1778 
Ferguson, R. M. Electricity. 12nio. 1871 

FerrLP. Blflessioni sopra gli Argomenti addotti dal . • . Maffei 
« . . intomo la Formazione del Fulmine. 4to. 52 pp. 

Vicema, 1748 
Fiedlisr, K. O. Merkwiirdige Blitzschlaege. Syo. (OUb, Ann. Ixyiii) 

1846 
Fiedler, K. W. Ueber Blitzrohren in Deutschland und Ungam. 

Fischer, D. Belatio de fulgore tonitru et fulmine. De insolito 
qnodam phssnomeno Kesmarkini die 10 Aug. 1717. 

Bresktu 

Fischer, J. B. De foeno sub oombustione per fulminis ignem in 
massam seu scoriam calcariam redacto. 4to. (Nov. Act. 
Acad. Nat Cfur. iii. 1733.) Breslau, 1783 

FoUini, O. Sul passaggio del fulmine . . . delli 6 Agosto, 
1796, nel Tempio di S. Andrea in Vercelli. Syo. 49pp. 1 
plate. VercelU, 1796 

Fonda. Sopra la maniera di preseryare gli edifizu dal Fulmine. 

Boma, 1770 

FonveiUe, W. de. Eclairs et Tonnere. 12mo. Paris, 1867 

Thunder and Lightning (translated by Phipson). Syo. 

London, 1868 

Eclairs -et Tonnerres. Syo. Paris, 1869 

De llJtilit^, des Paratonnerres. Syo. Pat is, 1874 

{See Official Instructions, France.) 

Forbes, Eli. An account of the effects of Lightning on a large 

rock in Gloucester, in a letter . . . to . . . M. Cutler, 

(dated July 3, 17S3). 4to. 4 pp. (Menu, of the American 

Acad., Old Series, i. 253, part ii.) Boston, 1786 

Forster, B. Description of an electrical instrument called " The 

Tnundernstorm Alarum.* Syo. 2 pp. 1 plate. {Phil. Mag. 

xlyu. 344.) London, 1816 

Forster, T. On simultaneous Thunder-storms. Syo. 2 pp. (PhiL 

Mag. Ix. 195.) London, 1822 

Fonmet, J* Sur la distribution des coups de foudre k Lyon. 

Syo. Lyon, 1862 

Fowler, T. A remarkable case of the morbid effects of Lightning 

successfully treated. {Medical and Philosophical Commentary 

by a Society of Physicians in Edinburgh, yol. yi.) 

Edinburgh, 
Franklin, B. Experiments and Obseryations in Electricity made 
at Philadelphia, in America. Syo. London, 1761 

Experiences et Obseryations. 12mo. 1762 

Letter from Dr. B. Franklin to D. Hume, Esq., on the method 
of securing houses from the effects of Lightning. Syo. 15 pp. 

E£nXmrgh,Vl1\ 
Experiments and Obseryations. (pth edition.) 4to. 

London, 1774 
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Eranldjn, B. ExperimentB on the UtUi^ of long-pointed Bodfl 
for securing JSuildings from damage by Strokes of Lightning. 

London, Vn9 

„ tf ^moire sur la manilre d'armer d'on oonducteur la cathMrale 

de Strasbourg et sa tour. 8to. 1780 

Entered in the Bonald*i Oatelogne, under Barbiere de Tinan, bat li 
signed by Franklin. 

(See Oficial Instructions, France,) 
FreclcseL Bemerkungen iiber Blitzschlage. 1819 

Frosty A. J. Catalogue of books and papers relating to Electricity, 

&c., compiled by Sir Francis Ronalds, F JLS. 8yo. xzyu. 

^64 pp. London, 1880 

FreimeTJf a, OJDe. Dlssertatio philos. inauguralis de Fulmine. 

4to. Lugd. Batav,, 1700 

FresiieL (See Official Instructions, I^ance,) 

Fachs, J* C Von einem merkwiirdigen Wetterschlage in Potsdam. 
(AUsmsuesU MannigfaiUgkeitm, 1782.) 1782 

„ Zusatze und Erganzungen aer Nadiricht yon einem merkwiir- 
digen Wetterschlage in Potsdam. . . . (AJUsmmsmtm 
Mannigfidtigkeiten, J. ii. Th. iii.) 
(Jallitzill, D. A. F. Observations sur les conducteurs. Addressee 
k TAcad. de Bruxelles ; July 6, 1778. 4to. 10 pp. 1 plate. 

La Haye, 1778 

GaripiLj . Mtooire sur un coup de Tonnerre arrive pr^s la yille de 

Oastres . . . B^flexions sur les conducteurs ^lectriques. 

(Lu 11 Avril, 1782.) 4to. {Toulouse Acad. Ire s^rie, torn. ii. 

p. 188. Toulouse, 1784 

OattonL O. G. Lettera all editore sui Fulmini di Bitomo. (Data 

Como, 15 Luglio, 1808.) 4to, 14 pp. 1 plate (lith.). (Nuooa 

SceU. (TOpuec. u. 289 & 310. MAano, 1807 

Ghtyarret, J. Traits d'Electricit^ 2 vols. 8yo. Paris, 1857-68 

„ Lehrbuch d. Electridtat ( Translated by Arendt.) 2 bde. 

Leipzig, 1869-60 
Oay-Lnssac. (See (Official Instructions, France.) 

Gtersdorfi — "^^ Ueber die atmospbfirische Eleciridtat. 

GdHitz, 1802 
Gilbert] l* A method of affording relief to persons injured by 
Lightning. In a letter from Mr. Isaiah Gilbert to theBev. 
Mr. Steele. 8vo. 2 pp. {Phil. Mag. xvu. 306.) 

London, 1808 
Oilii, F. L. Memoria fisica so];>ra il Fulmine Gaduto in Boma sulla 
casa dei P. P. Filippini di S. Maria in Vallicella, detta 
comunemente la chiesa nuoya nel di 26 Novembre, 1781. 
12mo. 28 pp. Poma, 1782 

„ Breve ragionamento sopra il conduttore . . . innalzato sulla 
Basilica di Sta. Maria degli Angioli 8yo. 22 pp. 

Poma, 1708 
OiUy und Eytelwein. Eurze Anleitung, auf welche Art BUtz- 
ableiter an d. Gebauden anzubringen sind. 8yo. 3 plates. 

Berlin, 1708 
„ Eurze Anleit. &c. (Blitzableiter). 8yo. 3 plates. £erlin,lS02 
„ Eurze Anleit, &c. 3eAufl. 8yo. ^«rA'n, 1819 

G-ineaiL {See Official Instructions, France.) 
Oiorgi, E. Ueber Blitzableiter. ( Vide Mqfocchi AnnaU, viii. 178. 
Oray. J* W. & Son. Lightning, its destructire action on buildings. 
•^ 8vo. London, 1876 P 

Green. W. P. Selection of papers on the subject of fixed Lightning 
Conductors to the masts of H.M.'s Navy, constructed so as to 
pass from the truck to the keelson . . • illustrated by en- 
gravings, &c. 8yo. London, 1824 
„ On Lightning Conductors for Ships. 1828 
,, Precautions to avoid accidents by Lightning. 8vo. 1887 
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Greimble. Dissertatio physica de genu progressu et effectibiv 
fulminis. 12mo. Afftut. Find. 1759 

Greiiet, E. Construction des Paratonnerres. 8yo. Potm, 1878 

Grimm, J. Uber die Namen des Donners. Eiue aeademische Ab- 
handlung Yorgelesen am 12 Mai, 1853. 4to. 28 pp. Berlin, 1866 

Gross, J* F. Grundsatze der BlitzableitungBkunst gepriift, und 
durch einen merkerwiurdigen Fall erlautert Nach dem Tode 
des Verfassers herausgegeben von J. F. W. Widenmann. 
8to. 228 pp. 1 plate. Leipzig, 1790 

GuazzL A. Transunto del Bagguaglio d'un Fulmine caduto presso 
C^salmaggiore con danno di tre persone 4to. 3 pp. (Chimsc, 
Seek. xiT. 301.) Milano, 1701 

Gudeai. P. P. Von der Sicherheit wider die Donnerstrahlen. 8yo. 
200 pp. QotHnffen, 1774 

Gutle und lilU. Unterricht Tom Blitz und den Blitz-und- Wetter 
Ableitem, zur Errinerung und Beruhigung sonderlich der 
ungelehrten, und des gemeineu Mannes von F. Luz neu bear- 
beitet Yon J. £« Gutle. Erster Theil. 8yo. 222 pp. 1 plate. 

Niimherg, 1804 

Gutle, J* 0. Lehrbuch der praktischen BlitzableitungBkunst . . . 

als Fortsetzung der ** Theoretischen Blitzabfeitungslehre.'* 

8yo. 446 pp. 16 plates. NUmbery, 1804 

M Algemeine Sicherneitsregeln fiir Jederman bey Gewitter. 8yo. 

Nurnberg, 1806 
Fasslicher Unterricht wie man sichbeiGewittemyor den . . • 
Wirkungen des Blitzes olme Blitzableiter sicher . • . 
yerwahren kann. 8yo. 140 pp. Numberg, 1806 

Neue Erfahrungen iiber die beste Art Blitzableiter anzulegen. 
8yo. ' Niirriberg, 1812 

Neue wissenschaf tliche Erfahrungen, Entdeckungen und verbes- 
serungen, &c 8yo. 272 pp. 4 plates. Miinchen, 1826 

Hachette, «r N. P. Sur la formation des tubes f ulminaires. 8yo. 
{Ann. df CMm, xxxyii. 1828.) Paris, 1828 

Haidinf or, W. Sitter Von. Niedrigste Hohen yon Gewitterwolken 
PZwei F&lle in Erinnerung gebracht.) 8yo. 10 pp. (Atu den 
Siteungaberichten 1852, der k. Akad. der WiaseMchanen abge- 
druckt. Vol. ix. ii. Heft.) Wien, IS6S 

'Die siidwestlichen Blitzkugeln am 20 Octbr, 1868. Nachtrag 
zu der Mittheilg. am 5 Noybr. 8yo. 2 pp. (Sitzb d, k. Akaa. 
d. Wiea, Dec Heft. 1868 lyiu. Bde.) Wien, 1868 

Ein kugelformiger Blitz am 30 Aug. 1865, gesehen zu Feistritz 
bei Peggau in Stiermark. 8yo. 4 pp. {Sitzb, d, k, Akad, d, 
Wiss. Dec. Heft. 1868, lyiii. Bde.) Wien, 1868 

flf^ineiB. EEPATNOAOriA «T2IEH. Sen Disquisitiode Fulmine 
^aturalis. 4to. Qie8S€B Hcusorum, 1660 

HaUeiLCreiltZ} D. Beobachtung an Gewitterwolken welche Blitze 
gegen emander geben zu Pello innerhalb des Polarkreises. 
Syo. 3 pp. 1 plate. (iT. Sohwed, Akad, Abh, zzzy. 85.) 

Leipug, 1773 

HftllAy, E. Obseryation sur les coups de Tonnerre multipli^ et 
extraordinaires. 4to. (M4m. de Parie, 1731. Hiit, p. 19.) 

Pom, 1731 

Hamberg, H. E. Cm den s. k. luftelektridteten. 8yo. 

Upsala, 1872 

HannemaniL, J. L* De fulminis e£fectu miro. (Miecdl. Acad, Nat, 
Our:) 1686 

Hare, R* Ueber die Ursachen, warum Wetterableiter in einigen 
F&llen nicht schiitzen, imd die Mittel dieselben yollkonunen 
schiitzend zu machen nebst einer Widerlegung der herrschen- 
den Idee dass Metalle die Elektricitat yorziiglich anziehen. 
Aus. Gill's Technological Repository, Noy., 1827, im Palyt, 
Joum,, zzyii. 268. 18218 
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Harris (afterwards Sir), William Snow. Electrical Oondactors for 
Ships. Experiment in Plymouth Harbour. Syo. 7 pp. 
iPMl, Mag. Ix. 231.) Lmdon, 1822 

M Obserrations on the effects of Lightning on floating bodies, &&> 
with an account of a new method of applying fixed and con- 
tinuous Conductors of Electricity to the Masts of Ships* 
Letter to Sir T. B. Martin. 4to. 89 pp. 5 plates. 

Xondon, 1823 

XotAr-The fllustration aocompaaiw pUte L The lines on the paper 
originally consisted of gold leaf. ... A discharge has been passed 
over the gold leaf to show by its deflagration the oonrse of the electrio 
matter. 

On the relative powers of various metallic substances as Con- 
ductors of Electricity. Bead Dec. 14, 18^. 4to. 7 pp. 1 plate. 
(Phil, Traru,) Zon^l827 

On the utility of fixing Lightning Conductors on Ships. 8vo. 
23 pp. Plymouth, 1830 

A senes of papers on the defence of Ships and Buildings from 
Lightning. 8vo. 46 pp. (Nautical magazine, xxv.) 

London, 1SS6 

Inquiries concerning the elementary laws of electricity. 4to, 

London, 1836 

A series of three Papers, termed Illustrations of cases of damage 
by Lightning in the British Navy. (Nautical Magazine for 
1838.) London, 1838 

On the Protection of Ships from Lightning. (AnTuds of 
Electricity, iL 81 .) 1838 

State of the question relating to the protection of the British 
Navy from Lightning, by the method of fixed Conductors of 
Electricity, as proposed by Mr. Snow Harris. With appendix. 
8vo. Plymouth, 1838 

History of 220 ships struck by Lightning. 1830 

On Lightning Conductors, and on certain prindples in Electrical 
science; being an investigation of Mr. Sturgeon's experi- 
mental and theoretical researches in Electricity, published by 
him in the Annate of Electricity, Ac 8vo. 12 pp. 1 plate. 
(PML Mag. for Dec., 1839, p. 463.) London, 1830 

Copy of the report and evidence from the Commission ap- 
pointed to inquire into the plan of W. S. Harris, relating to 
the protection of Ships from the effects of Lightning. 
Ordered by the House of Commons to be printed, Uth Feb., 
1840. FoUo. 96 pp. 12 plates. London, 1840 

State of the question relating to the protection of the British 
Navy. 8vo. 1840 

On the course of the Electrical discharge, and on the effects of 
Lightning on certain ships of the British Navy. 8vo. (Edinh, 
and Lond. Phil. Mag., Feb. and March, 18400 

Londcn, 1Q40 

On Lightning Conductors, and the effects of Lightning on H.M.'s 
ship " Rodney " and certain other ships of the British Navy ; 
being a further examination of Mr. Sturgeon's Memoir on 
Marine Lightning Conductors. 8vo. 12 pp. 1 plate. (Annals 
of Electricity, iv. 484.) London, 1840 

On the supposed Electro-magnetical effects of Marine Lightning 
Conductors. (NaiUical Magazine, Enlarged Series, No. 2, 
vol. for 1841) 1841 

Observations on the action of Lightning Conductors. (Proc. 
London Elec. Soc. for 1842.) London, 1842 

On the effects of lightning on the British ship " Uhdenoood," 
8vo. 8 pp. (Naut^al Mag. for June, 1842.) London, 1842 

On the nature of Thunderstorms, and the means of protecting 
Buildings and Shipping against . . . Lightning. 8vo. 

XofMfon, 1848 



f9 



»> 



f» 



»» 



»> 



( 157 ) 



B 

B 
B 



s 
s 



s 



8 



B 
B 



s 



B 

B 

B 

B 
B 



B 8 

(90) 






tt 



fi 



» 






HarriSy W. S. A theoretical and practical yiew of Thunderstorms, 
and the protection of Buildings and Ships from Lightning. 

London, 1843 
,. On Damage by Lightning in the British Navy. 8yo. 66 pp. 
(Extract from the Nautical Magazine, 1843.) London, 1843 
Brief history of 220 Ships. 8vo. 1844 

Meteorology of Thunderstorms at Sea, with analytical deduo- 
tions ; and a history of the effects of Lightning on 210 ships 

of the Royal Navy. 8yo. London, 1844 

JTote.— The first part was printed in the '* Kantical Magazine " after 

the second part, containing the history of oases, had been completed. 

The first part has 18 pp.; the second part is entitled, ** Dunage by 

Lightning in the British Nayy," and has 66 pp. 

Remarkable instances of the protection of certain Ships of 
H.M.'s Navy from the destructiye effects of Lightning; 
collected from yarious authorities. 8to. 18 pp. 

Plymouth, 1844 

Bemarkable instances, of defence of certain Ships of the Royal 
Navy from the destructiTe agency of Lightning, with practical 
and theoretical deductions. London, 1846 

Letter to the Secretary of the Incorporated Society for Building 
Churches, &c., on the Preservation of Public Buildings from 
Lightning. Svo. FiymoutK, 1847 

A Public Official Letter to the India Board, dated June 21, 1847, 
relative to a Board Order requiring all Transports to be fitted 
with his Ck>nductors. 1847 

History of 220 ships of the Royal Navy. Svo. 1847 

Remarkable instances of the protection of certain Ships . . . 
from the destructive effects of Lightmng. 8vo. 61 pp. 2 
plates. London, 1847 

Instructions for the application of permanently fixed Ck)n- 
ductors in H.M.'s ships, drawn up for the use of H.M.'s dock- 
yards. Printed by order of the Lords Commissioners of the 
Admiralty. London, 1848 

Letter to the Earl of Wilton on returns . . . relative to . . . 
fixed Metallic Conductors employed in H.M.'s Navy. 8vo. 
35 pp. Plymouth, 1849 

Letter on the Preservation of Public Buildings from , . . 
Lightning (revised) addressed to the . . . Society for 
bmlding Churches, &c., dated December, 1847. Svo. 12 pp. 

London, 1860 

On the relative Cost and Efficiency of permanent and temporary 
forms of Lightning Conductors as applicable to the defence 
of the Royal Navy. Svo. 27 pp. Plymouth, 1860 

Bemarkable instances of the Preservation of certain Ships of 
the Royal Navy from Lightning. Abridged from Offidaf and 
other authenticated Reports. Svo. 19 pp. Plymouth, 1860 

Destruction of Merchant Ships. Shipwreck by Lightning. 
Svo. 6 pp. (Nautical Magazine for November, 1852.) 

London, 1862 

Papers relating to Harris's Lightning Conductors and the de- 
structive effects of Lightning on Ships. Fol. 11 pp. 2 plates. 

London, 1S62 

Papers relative to Harris's Lightning Conductors, Appendix, 
with Addendum of 1 sheet. Fol. 37 pp. London, 1862 

Review of the History and Progress of the general system of 
Lightning Conductors ... in the Royal Navy. Svo. 
10 pp. (Reprinted from the Nautical Magazine for March. 
1853.) 1863 

Shipwrecks by Lightning. Copies of papers relative to Ship- 
wrecks by Lightning as prepared by Sir Snow Harris, and 
presented by him to the Admiralty. Fol. 82 pp. 5 plates. 

London, 1864 
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Harris. W. S. On the relative cost and efficiency of Lightning 

Conductors. 8yo. 1859 

„ A treatise on Frictional Electricity. (Edited by G. Tomlinson.) 

8vo. London, 1807 

Harting, P. Notice sur un cas de formation de fulfifurites et sur 
la presence d'autres f tilgurites dans le sol de la N^erlande, 
4to. Ameterdam, 1874 

HartmailB, J. F. V^erbesserter Versuch seines kiinstl. elektr. 

Blitzes. 8yo. {Hamb, Mag. xxiv. 1759.) Hamburg, 1750 

M Gedanken iiber den Ursprunz der Luf telektricitat bei Gewittern. 

1763 

M Newen Erklarung der Entstehungsart der Donnerwetter. ( Oot' 
tingischen gemem, Abhandl, von J, 1775.) CRittingen, 1776 

Harward, S, A Discourse of the several Kinds and Causes of 
Lightnings, written by occasion of a fearefuU Lightning 
which, on the 17th day of Nouember, Anno Dom. 1606, did in 
a very short time, bume vp the spire steeple of Bletchingley, 
in Surrey, and in the same melt into fragments a Goodly 
Bing of Bells. 4to. Xon^lon, 1607 

Hasseucamp, J. M. Wie ein.Ort durch Wetterableiter su sichem. 

Rintdn. 1782 
n Von den grossen Platzen d. Strahlableiter, u. ihrer vortheil- 
haftesten Einrichtung zur Beschiitzung ganzer Stadte.. 

Rintdn, 1784 

Hauch, A. W. von. Von der Luftelekt. besonders mit Anwendung 

auf Gewitterableiter. 8vo. Kopenhagen, 1800 

HehL Anleitung zur Errichtung und Untersuchung der Blitz- 

ableiter fur Bauverstandige, Bau- und Feuerbeschauer und 

Gebaude-Inhaber. 8vo. 64 pp. Stuttgart, 1827 

Heinrich, P. Ueber die Wirkung des Geschiitzes auf Gewitter- 

wolken. 4to. Neue AbhamU. der Baierischen Akad. PhUos. 

V. p. i.) Munchen, 1780 

HelfeBzreider, J. E. Verbesserung der Blitzableiter. 8vo. 

Eichstadt, 1783 
Vorschlag ... die Blitzableiter zu verbessem. Svo. 15 pp. 

Sakhurg, 1786 

A new invention in Lightning Conductors. Svo. (Abhand. 

etTie Privat-OeseUsch^, vol. i. No. 12.) Munchen, 1702 

Handgriffe bey Errichtung eines Blitzableiters von verbesserter 
Art. Svo. (Abhand, emer Privat-Oes, in Ober-Deutschland, 
Th. i. p. 193.) Munchen, 1702 

Hebnuth, J. H. Von d. wohlthatig. Erfindung d. Blitzableiters. 
iBraunschw, Ametg, 17 7, S. 55.) 1777 

Helvig, C. G. Bemerkungen Uber Blitz und Donner, nebst Ver^ 
muthungen iiber das Entstehen der Luftr-Erscheinungen. Svo. 
32 pp. 1 plate. {QUbert'a Ann. d. Phyaik. li. S. 2, S. 10.) 

Lewstg, 1816 
Hemmer, J. J* Beschreibung einiger merkwiii'diger Wetterschlage. 
4to. {Commentat. A<Md, Theodoro-Palatince iv. Phgs. p. S7.) 

Mannheim, 1780 
Ze^liederung des bestandigen Elektrizitats-Tragers. 4to. 
Commentate Acad. Theodoro-Palatina iv. Phys. p. 94.) 

Mannheim, 1780 
Kurzer Begriff u. Nutzen d. Wetterableiter, u. s. w. Svo. 

Diuseldorf, 1782 
Kurzer Begriff und Nutzen der Blitzableiter. Svo. 

Mannheim, 1783 . 
Kurze und deutliche Anweisung wie man, durch einen in 
jedem Orte wohnenden Schmied, oder andere in Metall 
arbeitende Handworker, eine sichere Wetterableitung mit 
sehr geringen Kosten in allerhand Gebauden anlegen lassen 
kann. Svo. IHedrichstadt, 1783 
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Henuner, J. J* De fulminis ictibus in campanas, quad pulsantar, 
ubi electricitas nubium ac fulminis theoria, nova et uberiore 
luce perfunduntur. 4to. (^Commentat. Acad, Theodoro^ 
^ Palattna v. Phys, p. 237.) Mannheim^ 1784 

(jber d.; Glockenlauten bey Gewittern. 4to. {Commentat, 

Acad. Theodoro-PalatiruB v. 1784.) Mannheim, 1784 

Anleitimg Wasserableiter an alien Gattungen yon Gebauden auf 

die sicherste Art anzulegen. 8yo. Frankfurt, 1786 

Anleitung Wetterableiter . . . anzulegen. 8yo. 

Offenbach, 1786 

Anleitung Wetterleiter . . . anzulegen. 2nd edition. 8yo. 

232 pp. Mannheim, 1788 

Verhaftungsregeln wenn man sich zur gewitterzeit in keinem 

bewaffneten gebaude befindet Mannheim, 1789 

Unterr. z. sicberst Anleg. d. Wetterableiter. 8yo. 

Mannheim, 1808 

Bathgeber wie man sich yor Gewittern in unbewaffneten 

Gebauden yerwahren soil. 8yo. 1 plate. Mannheim, 1809 

Gonductorum fulmineorum yim egregiam tribus recentioribuB 

exemp^lis docet. 4to. {Commentat, Acad. Theodoro-Pcdor 

tina yi. Phys. 516.) Mannheim, 1790 

Nacbricbt yon den in Eurpfalz angelegtem Wetterleiten. 4to. 

{CommenttU, Acad. Theodoro-PcUatineB iy. Phys, p. 21.) 

Mannheim 

Enarrationes oonductorum fulminis superiorequinquennio yariis 

in locis a se positorum. 4to. {Commentat, A<Hxd. Theodoro^ 

PaUtimcB y. Phys, p. 295.) Mannheim, 1784 

HenleJi W. An account of the death of a person destroyed by 

Lightning in the Chapel in Tottenhcun Court Road, and its 

- effects on the building; as obseryedby Mr. Wm. Henley, Mr. 

Edward Naime, and Mr. Wm. Jones. 4to. 8 pp. 1 plate. 

{PhU, Trans, Ixii. 133.) Ijmdon, 1773 

„ Erperiments concerning the different e£lcacy of pointed and 

blunted rods in securing buildings against the stroke of 

Lightning. 4to. (Phif, Trans., 1774, p. 133^ 

LondontVn^ 

Henry, J* Method of protecting from Lightning buildings coyered 

with metallic roofs. 8yo. iProc, of Amer. PhU, Soe. iy . 179.) 

1845 
Report concerning a letter of S. D. Ingram to R. Patterson re- 
latiye to the effect of Thunder on Telegraphic wires. 8yo. 
9 pp. 1846 

Directions for constructing Lightning Rods. 8yo. 

Waskinfftan, 1871 
Instructions for obseryations of thunderstorms. 1 p. 

(SmiChsonian Institution.) 

Hepburn, J. S. Should Lightning Conductors terminate in a ix>int 
or in a ball P (Proc. Roy, Scot, Soc, Arts.) 8yo. 

JEdinburah, 1866 

Hericard de Thnry. De Tinfluence des arbres sur la f oudre et ses 
effets. 8yo. 1838 

Herlicins D. (Herlich, &c.) Tractatus de f ulmine et aliis impres- 
sionibus, prodigiis et miraculis. Vom Blitz, Donner und 
allerlei Feurzeichen, u.s.w. 4to. Starg, 1604 

Hervieu. — . Essai sur M^tridt^ Atmosphdrique. 8yo. 
' 1836 

Higllton,E. Effects of Atmospheric Electricity. 8yo. 1847 

Hilliard, J. Account of Fire from Heayeu burning the body of J. 
Hitchell, of Christchurch, and fearfully burmng the town of 
Dorchester. 4to. London, 1618 

Holtz. W. Uberdie Theorie, die Anlage, und die Priifung der 
Blitsableiter. 8yo. Oriefswald,lB'lS 
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Hooka, B- The Pottfaiimoiu warics of, oontaining his Catierian 

Lectures, end other discoveries. Published by Ricfaaid 

WaUer, B^. Sec. FoL 672 pp. 1 plate. LoluUm,1705 

Hoppe,.M. Uber das Gewitter. 4to. 18 pp. (I^roffram deg lUnt- 

lick. Hedwiggchen Qymnagmm, m Neuttettm ... 10 und 

11 AprU 1865.) Netutettin, 1866 

Hornor, J. K. fiemerkimg iiber Blitsableiter ils.w. ZStrich^ 1816 

HugoeilJi P* Le coap de foudie de llle da Bhin. 4to. 

Stra^imrff, 1860 
Imho^M. Uber das Schieesen gegen heranziehende Donner- und 
Hagel-Oewitter. {Bead 2Sth March, IBll.) 4to.24pp. 

Munehen, 1811 

„ Theuretiscfa prakt. Anweisaog znr Anlegung der BUtiableitem. 

8vo. Muneken, 1816 

James, J. O. N. Memorandum on the Thunderstorm which passed 

over Oilcntta 8th June, 1871 (Proc, Asiatic 8oc. BengaL) 8to. 

Calcutta, 1B71 

Jarriant. Noureau Faratonnerre accepts par I'Acaddmie des 

Sdoices. 8vo. liaria, 1877 

„ Etude sur les Pttratonnenes. 8to. Boris, 1878 

Johnaton, W. p. Beport on the laghtning Conductors at Dum 

Dum,Galcutto. 4to. Calcutta, 1S7S 

Jnngnitz, L. A. Uberd.EzfoIg. d.Blitzfeuerauf d.Schneekoppe. 

8yo. Bredau, 1806 

„ Darstell. d. Erfolgs d. auf d. Schneekoppe y. H. ▼. Idndener 

1805 ansestellten u. an mehreren Orten beobachteten Blita^ 

feuer. 8yo. Brealau, 1806 

KanteilyG. Ueber Blitzableiter und Blitzschlage in Gebaude 

welche mit Blitzableitem yersehen waren. 8yo. Kid, 1877 
M Gemeinfatzliche Bemerkimgen ueber die Elektridtat des 

Oewitters und die Wirkung der Blitzableiter. Ist edition. 

8yo. Kiel, 1870 

„ 2nd Edition. 8yo. Kiel, 1879 

„ 3rd Edition. 8yo. JTie/, 1880 

Ejrcllhof^ N. A. J. Zurustung, die Wirkung der Gewitterwolken 
darzustellen. 8yo. (G^. Jlfo^r. J. i 1780, St. ii. pp. S22-26). 

Gottmffen, 1780 

„ Beschreibung einer Zurustung, welche die anziehende Kraft der 

Erde gegen die Gewitterwolke, Sec • . . beweiset . . • 

nebst e. Beschreib. yersch. . . . Maschin. 8yo. 56 pp. 

1 plate. Berlin, Nicdai, and Hamburg, 1781 

Kirchmaiar, G. 0. De fulmine et tonitru. Viteherg, 1650 

EjrdiVOg^ A. B. De natura electr. aeress. 8yo. 1767 

TTlfljiim^ L. Die Blitzableiter in ihrer Ck>nstruction und Anlage. 
8yo. 74 pp. LevpzMy 1870 

Klein, H. J. Das Gewitter und die dasselbe begleitenden Ers- 
cheinungen. 8yo. Oratz, 1871 

Tn-ngftl^ G. S. Beschreib. d. Wirkung. ein. heftig. Gewitters d. 12 
JuU 1789 zu Halle, nebst Erkl&rung d. Entstehung d. G^ 
witters. 8yo. 64 pp. HaUe, 1780 

Koeiliir« J* 6* ^^ Fulmine, Fulgure, ac Tonitru Hiemali. 4to. 
^ Norica, 1706 

jTra.yeTilinff', Baron. Handleiding tot het stelien yan Bliksem- 
afleiders. 8yo. N^megen, 1836 

Emll, J. G. Versuche zur Bestatigung der Meinung, dass die elek- 
trische Materie mit der Materie des Donners und Blitzes eine 
gross Aehnlidikeit habe. Hannover, 1762 

Knhn, K. G. Ueber Blitzableiter. ** In d. Gelehrt Anzeigen d. 
Konigl. bayer Acadi yon. 1851 u. 1852;" or in "Astronom 
Ealender 1850^2. 1861-2 

Note,— IX seems nncertaiii to i^cfa this entry belongs. 
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Kuhn, K. G. Handbuchderangewandten Elektrieit&tslehre. Part 
I. Ueber BUtzableiter. ovo. Leipzig, 1866 

M Bemerkungen ueber Blitzschlage^ 8vo. Munchen, 1867 

„ lib. d. Anordnung y. Blitzableitem, f. Pulyermagazine. 

MuncK 1867 
Kyper (Kieper), A. Disp. de fulmine quod a. 1696 , . . toirim 
nitranam aulicam Regiomonti percussit. 1687 

Lampadins, W. A. Ueber die ElectricitatderAtmosphare. 

BerUn, 1798 
M Yersuohe and Beobaohtungen iiber Elektridt&t and Warme der 
Atmosphare. 8vo. Leipzig, 1806 

Bin Schneegewitter und ein Yorschlag zur VervolUiLommung 
der BUtzableiter. (QHberta Ann, der Pkusik, zxiz. 58.) 

1806 
Lamy, F- Conjectures physiques sur deux oolomnes {^ic) de Nue 
qui ont parus depuis quelques ann^es ; et sur les plus »ztrar 
ordinaires efitets du Tonnerre ; avec une explication d» oequi 
s'est dit jusqu'icy des Trombes de mer ; et une nouyelle ad- 
dition, ou lx)n verra de quelle mani^re le Tonnerre tomb^ 
nouyellemeut sur une Eglise de Lagni a imprim^ sur une 
nappe d'autel une partie considerable du Canon de la Messe. 
l2mo. 241 pp. 3 plates. Paris, 1689 

„ A German account of the extraordinary effects of Lightning at 
the Church of La^i, printed in the Hamburg' Mag, iii. 226, 
and taken from Lamy's French work, " Conjectures Phys.', 
. . . dated 1696, 12mo. is giyen in Bauer, Abhandl. 1770, 
p. 161. 

JTo^tf.— This German account contains a copy of " la partie considerable 
dn Oanon de la Messe,** which was found printed by lightning upon 
the altar-cloth, and also of certain parts in red ink not tlius reprinted. 

Lacoill6. E. Establissement de la formule relatiye au rayon 
d'Action des paratonnerres (VEkctrieiti, October, 1880.) 

Paris, 1880 
Landriani, M. > Gli eff etti del Fulmine caduto la sera del 25 Agosto, 
1780, nel campanile e Monastero di S. Yincenzo al Castello in 
MUano. 4to. 6 pp. (Qpt«. Sccfti, iu. 328.) Milano,YlSO 
Deir utility dei Condutton elettrici. 8yo. 301 pp. 1 plate. 

MUano, 1784. 

Abhandlung yom Nutzen der BUtzableiter. Auf Befehl der 

Gubemiss herausgegeben. Aus dem Italianischen yon G. 

Muller. 8yo. Wien,V1SQ 

Altra ricaduta del propagatore . . . ossia ultima risposta 

contro la difesa dei Faragrandini. Lettera all' Ateneo di 

Venecia. 8yo. 60 pp. MHano, 1826 

Langenbudier, J. Richtige Begriffe yom Blitz und yon Blitz- 

ableitem. 8yo. Augsburg, 1783 

Langlois, E. H. Notice sur I'incendie de la Cath6drale de Bouen 

occasionn^ par la foudre, le 15 Septembre, 1822. 8yo. 

P.oum, 1823 
(This Cathedral is reported to have been struck by Lightning in 1110 
1117, 1384, 1351, 1625, 1627, 1642, 1768. and 1822.) 

Lanteires, J* Essal sur le Tonuerre consid^r^ dans ses eflets 

morauz sur les hommes, et sur un coup de foudre remarquable; 

suiyis des notes communiqu^es ^ Tauteur par M. le Pro- 

fesseur Sauseure, ^ Gen^ye. 8yo. jLaiasanns, 1789 

La Place. {8ee Official Instructions, Fran/ce^ 

LapostoUe. Traits des Parafoudres et des ParagrSles en cordes de 

paille. 8yo. 320 pp. &c., also 3 supplements. Armsfos, 1820 

Trattato sul modo di preseryare le abitazioni dal Fulmine e le 

campagne dalla Graudine. Opera yolgaiizzata da Bodei. 

8yo. 189 pp. 1 table. MiUmo, 1821 

Ueber Blitz-und hagelableiter an Stroh-Seilen. 8yo. 54 pp. 

Wiln, n. Prog, 1826 
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La Pylaie, De. Effets extraordinaires de la foudre. 8yo. 1849 
La Rive, De. Traits de rfilectridtd. 3 vols. 8vo. 

Paris, 1854-68 
„ Treatise on Electricity (translated by Walker.) 3 vols. 8vo. 

London, 1853-68 

Laroqiie. Note sur des Eclairs de forme inusit^e, observes k 

TToulouse pendant Torage du 16 Juillet, 1850. 8vo. 3 pp. 

(Toulouse Acad, 3e S^rie, yi. 349.) Toulouse, 1850 

Lathrop, Dr. J. Fatal effects of Lightning. In a letter to . . . 

Joseph Willard. 4to, 7 pp. (Mem. Amer. Acad, Old Series, 

ii. pt. ii. p. 85.) Charlestown, 1804 

An account of the effects of Lightning on the house of Jn. Mason, 

in Boston, in a letter to Joseph Willard. 4to. 4pp. {Mem, 

Amer, Acad,, Old Series, ii. pt. ii. p. 91.) Charlestown, 1804 

Effects of Lightning on several persons in the house of Samuel 

Gary, of Chelsea, August 2, 1799, in a letter to John Davis. 

4to. 4 pp. (Mem, Amer, Acad, Old Series, iii. pt. i. p. 82.) 

Ca/mbridge, U.S,, 1809 

M Effects of Lightning on the house of Capt. D. Merry* and several 

other houses in the vicinity, on the evening of the 11th May, 

1805, in a letter to John Davis. 4to. 6 pp. (Mem, Amer. 

Acad, Old Series, iii. pt. i. p. 86. Carnbridge, U,S,, 1809 

Laue, J* O. De telo f ulmineo. 4to. Lipsia, 1706 

Lee, A. An Account of the effect of Lightning on Two Houses in 

the dt^ of Philadelphia, in a letter from A. Lee to James 

Bowdom (dated July 29, 1781). 4to. 6 pp. (Mem. Amer. 

Acad, Old Series, i. 247, part ii.) Boston, U.S,, 1785 

Lehaitre. Une instruction thibr. et prat, sur les Paragreles. 

Bourg, 1825 

Leigh, J* Directions for ensuring personal safety during storms, 

and for the right application of Lightning Conductors. 

6th Edition. 12mo. Lmd<m,\S&S? 

Leithead, W. Electricity, its nature, operation, and importance. 

12mo. London, 1837 

Le Nonnaild, L. S. Suir utility del Parafulmini e Faragrandini 

per I'agricoltura. Seconda edizione. 8vo. 19 pp. 

mHano, 1823 

Lenz. Sur Ck)mbien de pieds carr^s de la surface de la toiture doit- 

on, en construisant un Paratonnerre, ^tablir un Conducteur 

h terre P Bullet, de la Classe phisico-maihSmatique de VAcad, 

ImpSriale de St, PStersbourg, zv. 63. 1866 

Le Roy, J* B. Lettera al Bozier su i Parafulmini. 4to. 2 pp. 
(Scetta d^Opuscoli, Nuova ed. ii. 222. Translated by Pro- 
m&nd. It was printed in the \2lh in ed. 1776, vol. zviii. The 
original French version in the Joum. de Fhys, vol. ii.) 

MHano. 1782 
(See Officicd Instructions, France^ 
LesdieYilL Memoir upon a process employed in the ci-devant 
Ma^nnais of France, to avert showers of Hail and to dissi- 
pate Storms. By M. Leschevin, Chief Commissary for Gun- 
powder and Saltpetre at Dijon. (From Millings Magassin 
micydop6dimiefor 1806, torn, ii p. 6). 8vo. 7 pp. (In PhU. 
Mag. xxvi. 212.) London, 1807 

Leslie, Sir J. On the Inefficacy of Lightning Conductors. (F^om 
AreSa, who sags that this statement appears in Femsac, 
Sdemefisiche matemat. 1829, p. 130.) 1829 

Lezay - Mamezia, C. F. A., Marquis de. Sur les paratonnerres et 

les paragreles. ( Vide Clerc.) 
Idchteilberg, G> C. Yerhaltungsregeln bey nahen Donnerwettem. 

Q&tUngm, 1778 
„ Uber Gewitterfurcht und Blitzableitung. 8vo. Wtttngen, 1802 
„ Neueste Gesdhichte der Blitzableiter. 8vo. CfSttingen^ 1803 
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liicliteiLlierg. G. G. Vorschlag den Donner auf Noten zu setzen 

8vo. (lAchtenherg'8 Mathem, und Thys, Schriftm, ^c, i. 478.) 
„ Vereuche zur Bestimmung der zweckmassigBten Form der 

Gewitterstanj^ea. 8vo. Gottmgen, 1803 

Litchtenberg, L. C. Verhaltun^maass regeln bey nahen Donner- 

wetter nebst d. Mitteln sich gegen d. schadl Wirkungen d. 

Blitzes in Sicherheit zu setzen. 1 Aufl. 8yo. 1 plate. 

Ootha, 1774 
„ Verhaltungsregel bey nahen Donnerwetter ; nebst d. Mitteln, 

sich gegen d. schadl. Wirkungen d. Blitzes in Sidierheit zu 

setzen. 2e Aufl. 1776. 8vo. 78 pp. 1 plate. Ootha, 1776 
Limmer, C P. De Tonitru. 
Lining, Dr. Letter concerning his experiments of electricity with 

a kite. 4to. London, VIM 

LiimSBa, CS. 0. Yom Blitzen der indianischen Ereese. 8yo. 3 pp. 

(Signed by C. Linnaeus.) Hamburg and Leiftsig, 17^ 

Litta, A. A. Riflessioni sulla capacity de' Conduttori elettrici 

espoete in una lettera al Yolta. 4to. 3 pp. {Opus, SceUi, i. 

340.) MUano, V77S 

Lohmeier, P. Defulmine. 4to. J2m^, 1676 

Leomifk E. On the proper height of Lightning Bods. {SQUmant^ 
Joum, (2), X. 320.) 1861 

Lorgna, A. M. Sopra una Fulminazione di terra. Lettera al 

Volta. (Verona, 15 Mag. 1781.) 4to. 7 pp. {Opus, Sceitu iv. 

235.) MHano, 1781 

„ Lettera (al Toaldo) sui Parafulmini. Verona, 14 Mag. 1778. 

(On an insulated Conductor for safety and for observations.) 

2 pp. Bisposta (to the above, with the notice "19 Mag. rec." 

2 pp.) (Toaldo, G.) Padua, 1840 

(The above two articles are bonzid together with an Address to some 

friends (or Dedication), and signed Ghaetano dott. Sorgata e Jacopo 

Prof. Ceoconi (of 1 page . The whole forms a broohare, without 

any proper title-page. It is said in the Dedication that the two 

letters were found (in MS.) in the Biblioteca del Seminaria) 

Loss, F* De fulmine in genere cum auctario. (Pogg. i. 1500.) 

Oedani 1686 

Lozeran du Fech, L. A. Dissertation sur la cause et la nature du 
Tonnerre et des Eclairs. Et Leitre de TAuteur k M. Sarrau, 
&6e, de I'Acad. viii. pp. 12mo. 100 pp. {Accad, de Bordeaux^ 

Bordeaux, 1726 

Luc, J' A. De. Bemerkungen uber elektrische Bewegungen und 
deren Wirkung auf Spitzen ; desgleichen uber Blitz, Donner 
und die sogenannten Wetter- Ableiter. (Neue Schriften der 
QeseUsch, Natutf. Freunde^ ii. 137.) 8to. Berlin, 

Lucan. On conducting Lightning. {From Becquerd, Hist.) 

Luz, J. F. Unterricht vom Blitze u. v. Blitz u. Wetter Ableitem. 
8vo. 1 plate. {From Kuhn 0/I866, p. 279.) Nuremberg, 1783 
Lehrbuch d. theor. prakt. Blitzableitungslehre neu bearbeitet 
von Gutle, Ite Theil. 8vo. 1804 

Unterricht vom Blitz und den Blitz-und Wetter Ableitem . . . 
neu bearbeitet von Gutle. 1st Theil. 8vo. 220 pp. 1 plate. 

Nurnberg, 1804 
Lyon, J* Account of several new and interesting phsBnomena dis- 
covered in examining the bodies of a man and four horses 
killed by Lightning near Dover. 8vo. London, 1796 

Hacfait, E. Observations on Thunder and Electricity (Essays and 
Ois. Phys, and Lit. Vol. 1, p. 189. 8vo. Edinburgh, 1754 
McGrefifOr, W. Protection of Life and Property from Lightning. 
8vo. Bedford, 1876 

Maffei, F S. Delle formazione dei Fulmini. 4to. Verona, 1747 
Maffiolidi Udine. On Lightning Conductors. (CHomale d^ Italia, 
26 Agosto, 1770.) 1770 
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Kagnin, A. Le feu du del, hifltoire de I'Aeetrietttf et de 

pnndpales applications. Id^es dee andoDS, premieres obser- 
yatioDs, madiine A^ctrique, bouteille de Ldde, paraton- 
nerre, Ac. Section. 8vo. 240pp. Tours, 1S66 

Magrilli. L. Sopra un metodo di togliere alle nubi maggiore oopia 
di elettriati che ooll ordinario panfulmine. Nota letta 
26 Agost, 1859. 4to. 3 pp. MiUmo, 1860 

Sulla meteora die nella sera del 4 Mano, 1861, oolpiya la 
cattedrale di Milano; e sulla rifonna de' suoi Paramlmini. 
Memoria. 4to. 11 p. Milano, 1881 

Sulla elettridta atmosferica. 4to. MHan, 1863 

Mahon, Viscount Prindples of Eleotridty. 4to. 1770 

Mairan, J* J. d'O. de. Sur les effete de la chute du Tonnerre sur 
un arbre. 4to. {MSm, Par. 1724.) i\»m, 1724 

Ml^eiLdie, V. D. Report on the destruction by Lightning of a 
Gunpowder store, fcp. fol. (Official Report— unpublished.) 

London 

IKBJQCChi, Gt. A. Jstruzione teorica e pratica sui Parafulmini. 

8m 114 pp. 1 plate. Milano, 1826 

Hiyoli SimoniB. Hoc est colloquia physica noua et admiranda 

turn lectu incunda et supra fidem recreabilia turn oogmtu* 

insignia et penitus neceesaria. Fol. 1428 pp. and Index. 

Mofftmti€Bt 1626 

Kako (von Kerek Gede), P. Dissertatio physica de natura, et 

remediis Fulminum. 8vo. 100 pp. 6^rii(ue, 1778 

][ako,P> und Retzer. PhyslkaUscheAbhandlungyonden Eigen- 

schaf ten des Donners, und den Mitteln wider das Einschlagen. 

Yerfaszt yon P. Mako und yon J. £. yon Retzer in das 

Deutsche iibersetzt. 1st ed. 8yo. 125 pp. 1 plate. Wien, 1772 

„ Physikalische Abhandlung yon den Eigensdiaften des Donners, 

u. d. Mitteln wider das Einsdilagen. Yerfaszt yon P. Mako, 

und yon J. E. Retzer, in das Deutsch. iibersetzt. 2te Aufl. 

( Von Retzer aus d, latem Orig. das erst, 1773 erschien,) 

Wien, 1775 
Mann, R. J.. M.D. The Protection of Buildings from Idghtnis^. 
(Journal of Society/ of Arts,) 8yo. London, ISn 

„ Remarks on some practical points connected with the construc- 
tion of Lightning Conductors. (Quarterly Journal of the 
^ Meteorological Society.) 8yo. Loudon, 1876 

Harini, P. Relazione Memoria sul Fulmine caduto in Brescia 
nella torre della Paletta 1803, e 8ul Parafulmine costrutto 
sopra al palazzo della Log[gia da lui 1805. 8yo. {Comment, 
dm Accad, . . . del Dipartimento del MeBa, torn, t Menco 
ddle Memorie,) Brescia, 1808 

HarsaxQt, J. P. L. Electro-calorique, ou les Paratonnerres 
i^form^ . . ou Ton trouye un nouyeau plan de paraton- 
nerre, etc. 18mo. 76 pp. Niort, 1862 

Hartin. M^moire sur un coup de Tonnerre qui a 3dat^ dans 
TEglise de St l^icolas de Toulouse . . 17 March, 1787. 4to. 
9 pp. {Toulouse Acad, Ire s^rie, iy. 100.) Toulouse, 1790 
MartdXL, T. H. La foudre, F^lectridt^ et le magn^tisme chez lee 
andens. 12mo. Paris, 1866 

HaroHLy M. yan. Yerhandeling oyer het Electrizeeren. 8yo. 

Qromngen, 1776 
„ Sur les paratonnerres. 4to. {Jour, Phys, 1787, xxxi.) Paris, YlSl 
Marzari, O. On Conductors for Lightning. Account of his 
Admonitions, &c. {Treviso Atherueum, yol. ii. p. 73) 

Padwa, a8d2 P) 

„ (or Anon.) Maniera pratica di fare U conduttori ai campanili, 

alle chiese, ed alle case, descritta per uso dei fabbri, faleg- 

nami, e muratori, &c. . stampata per ordine del Magistrate 

ExceU. Alia Sanity. 4to. 37 pp. Venma^nSl 
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Hawgridge, B, A . . relation of the . . : effects of an unusual 

clap of TJumder and Ughtning. 4to. 2 pp. (Phil. Traru. 

XIX. for 1696^7. p. 782.) "^^ Zon^, 1698 

Maxwell, H, Observations on Trees as Conductors of Lightning. 

Communication dated June 21, 1787. 4to. 2 pp. {Mem. 
V ,7*^^f"^- °^^ f^rieA, ii. part i. p. 143.) BoHon, U.S., 1708 
KLaxwelL Prof. J. Clerk. On the protection of buildings from 

Lightning. 8vo. (British Association Report ) 

mr w IT 1. 11 ^ London, 1877 

may, w. Verhall der mtwerkinge van eenen enkelden blixemslag, 
voorgevallen op een van's lands oorlogscheepen, in het jaar 
1749. ( Verhandd. van hei Maatsch, U Haarlem, xii.'391.) 

-«■■ r^ i«« ,. JSaarlem 

mAJT, ». Abhandlung iib. Elektridtat und sichemde Blitz- 

Ableiter fiir jedes Gebaude f iir Reise-u. Frachtwagen, Schiffe, 

Bftume u. Denkmaler. Nebst e. Anh. iiber Hagel-Ableiter. 

Gepriift (2 Aufl.) neu. u. verbess. 12mo. Munchen, 1839 
Helaadri, G. Disquisizione sui Paragrandini Letta neir Ateneo di 

Treviso il 15 Dec 1825. 4to. 26 pp. (Inserita nel vol. x. 

del Gle, sidle Scienze . . deSe provinoie Ven^e.) 

« ., . . Treviso,l82Q 

„ Considerazioni critiche sopra Tefficacia del Paragrandine 
metallico. . . 8vo. 37 pp. • Firenze, 1827 

Melsens, L. P. H. Notes sur les Paratonnerres (Nos. 1—6). 8vo. 

BruxeUes, 1866—78 
Notice sur le coup de f oudre de la gare d'Anvers. 8vo. 

BruxeUes, 1876 

Des jMiratonnerres k pointes, h conducteurs et ^ raccordements 

terrestres multiples. Large 8vo. Bruxdles, 1877 

Communication verbale. 8vo. {See Bourges). BruxeOes, 1877 

MereditlL Considerations on the utility of Conductors . . 8vo. 

1 plate. Londm, 1789 

Jaermet, A. C. Memoir on Lightning Conductors. Prize question, 

Bordeaux Academy. 8vo. Bordeaux, 1837 

Metterkamp, D. C. tJber Blitzableitimgen,gegenBusse's Theorie. 

8vo. Leipsig, 1812 

Henrer, H. AbhandL v. d. Blitze u. d. Verwahrungsmilteln dag. 

„. ^ ^to- Trier, 1791 

Micnaelis. Briefwechsel zwischen Michaelis und Lichtenberg 

iiber die Absicht Oder Folgen der Spitzen auf Salomon's 

Tempel. 8vo. (GcetingischSr Mag, 3e ann^e.) 

Gattingen, 1783 

ilToto.— Martin says that this is also in G. G. Lichtenberg's Physi- 

kalische nnd Mathem. Schriften, torn. iii. p. 351-301. Gkettiagen, 

18u8. in 12mo., (Vermisohte Schriften, 1800-1805. 9 vols. 12mo. 

Ootha.) 

Michaelis und Lichtenblirg. Briefwechsel iiber die Absicht ojler 
Folgen der Spitzen auf Salomon's Tem^l, 1783. 8vo. 
{Lichterd>erg*s Math, und Phvs. Schriften iii. 251, and in 

. ^ G^ott. ikfw. i iii., (1873), St. v.p. 735^.) Oottingen, 1804, 

Hichel, P. (See Official Instructions, France). 

Mittelfftrass. Die Blitzableiter nach den neuesten ErfahruDgen 
zweckmassigster Construction. 8vo. Magdeburg, 1871 

Hohn, H. Lynildens farlighed i Norge. 4to. Kristiania, 1876 

Monnet, P* A. Nouveau proc^d^ pour ^tudier T^lectricit^ atmos- 
ph^rique. 8vo. Lyon, 1866 

HoTULtaine, W. An account of some extraordinary effects of 
Lightning, July 16, 1759, with some remarks by Gowin 
Knight. 4t6. (PhU. Trans, an. 1759, p. 294.) 

London, 1769 

Hnller, C. H. Uber Lapostolle's Blitzableiter. 8vo. (QHb, Ann. 
lzviiL1821.) Leipzig,l&Xl 
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ICvrraj, J. On a smgolar effect piodiioed by Idgfatning. 8vol 

2^pp. (Fhil.Mag.\x.61.) Xotulon, 1822 

„ A Trei&tise on Atmospherical Electricity. 8yo. Lofuhn^ 1830 

„ The Description of a new Lightning Ck>ndactor. 8yo. 1 plate. 
63 pp. L(mdan,l83a 

„ Uehtning Conductors. 8yo. 2 pp. iAnnais of Electricity, yiL 
^.) . -^ ioiirfon,1841 

MurrftVy J. Electricity atmospherique oomprenant les instructionB 
n^cessaire pour ^tablir les paratonnerres et les paragieles. 
Traduit de rAnglais. Sm. 8vo. 264 pj^. Am, 1877 

Hjutbj, N. Treatise on Atmospheric Electricity, including obser- 
vations on Lightning Rods. Svo. London, 1828 
ICylilU. C. Nachrichten und Gedanken yon der Elektridtat des 
Donners. Svo. Beriin, 1752 
Hainiey E. Ez];>eriments on Electricity, being an attempt to 
show the advantage of elevated pomted Conductors. Read 
at the Royal Society, June 18th and 25th, 1778. 4to. 40 pp. 
4 plates. (Pha. Trans. 1778, p. 823.) London, 1779 
„ An account of the effect of Electricity in shortening Wires. 
4to. (PAf/. Trans. 1780, p. 334. j London, 1780 
„ Letter— containing an account of Wire being shortened by 
Lightning. 4to. (PAi/. Trans. 1783, p. 223.) 

London, 1783 
Hauwerck, C. L. Yersuche neuer Erklarung u. Folge der jetzigen 
Witterung auf Oekonomie anwendbar, mit meteorolog. 
Bemerkk. die Gewitterableiter betreffend. 8vo. 

Dresden u. Le^mg, 1787 
Heedham. J. T. Recherches sur la question si le son des cloches 
pendant les orages fait ^clater la foudre en la faisant de- 
scendre sur le clocher, etc. {Mhn. de Brux. iv., 1783.) 

BruxeUes, 1783 

Heeff, C. E. Beschreib. u.Anwend.d.filitzrades. 8vo. {Poggend. 

Ann. xzxvi, 1835.) Leipzig, 1835 

Newall, R> S. Lightning Conductors : their use as protectors of 

buildings, and how to apply them. 8vo. London, 1876 

Hippoldt) Dr> Dimensions of Lightning Rods. iTdegraphic 

Journal, vi. 78.} 1878 

Hollet, J* ^ M^moire sur les effets du Tonnerre compart ^ ceux 

de TElectricit^ avec quelques considerations sur les moyens 

de se garantir des premiers. 4to. {Mim. de Paris, an. 1764, 

Hist. p. 1, MSm. p. 408.) Paris, 1764 

„ Yergleichung der Wurkungen des Donners mit dem Wiirkungen 

der Electridtat. {Mem.de Paris, VI^.) 8vo. iVo^r, 1789 

Oliver, A. (Salem). A Theory of LightDing and Thunder Storms. 
4to. 28 pp. (Trans. Amer. Phu. Soc. Old Series, ii p. 74.) 

PhUaddphia, 1786 

Orliaguet, M. Essai sur le paratonnerre et le paragrele. 8vo. 
19 pp. Limoges et Paris, 1865 

Ostertag, 5. P. Prgrm. von d. Blitzableitem. 4to. {From Pogg. 
ii. 337.) Regmsburg, 1781 

Pasumot, Fra. Observations sur les effets de la foudre dans une 
maison de Paris. 1784 

Patterson, R. An improvement on Metallic Conductors, or Light- 
ning Rods: in a letter to D. Ritteuhouse, honoured with 
the Magallanic Premium . . . Dec, 1792. Read Nov. 
5, 1790. 4to. 4 pp. {Trans. Amer. Phil. Soc, Old Series, 
vol. iii. 321.) PhUaddphia, 1703 

Peck, F. Desiderata Curiosa, vol. ii., folio (contains, ** Surprizing 
effect of Lightning at Barton, Notts.") 1735 

Peliaon. BUtzfanger. {Ahhandl. d. naturforsch. QeseUs. su BerUn 
V Jahr 1792, x.) 



( 167 ) 



C 
C 



8 



8 



8 



B A 

(98) 

C A 

(102) 

B 
B 



8 

8 



s 



AS 



Be 



8 



s 



6 



8 



BC 8 



Be A 
O 



8 



w 



»» 



Peltier, J. G. A. Recfaerches sur la cause des ph^nomdnes €leo^ 

trique de ratmosphere, etc. 8vo. 49 pp. (Annales de 

Chtmie,) Paris, 1842 

An enquiry into the cause of the Electric phenomena of the 

atmosphere, etc 8vo. 38 pp. {Taylor's Scientific Memoirs, 

vol. iii.) London, 1842 

Sur le trombe de Monville (divage des arbres par la f oudre). 

^, 4to, Eouen, 1845 

„ Notice sur la Poudre. 8vo. Paris, 1845 

PeregO, A. Belazione sul Fulmine caduto in Iseo, il 17 Mag. 1833. 

{Comment, Ateneo Brescia, vol. printed in 1834 pro 1©3.) 

^ , . Brescia, 1834 

„ Desenzione dei danni cagioDati dalla caduta di un fulmine in 

Mompiano provinda di Brescia. 
Perrin, P. Etude sur les Edairs. 8vo. Paris, 1878 

Pfaff; C. H. Uber Blitz und BUtzableiter. 8yo. {GeMer's Phys. 
Worterbuch neu hearb.) Leipvig, 1825 

Phillips, IL On atmospheric electridty. 8yo. 

London, 1868 
Pllilly J. Plain directions for the construction and erection of 
lightniDg Rods. 2nd Edition. 12mo. Neuo PbrAf. 1878 
Phipson, T. L. Familiar Lectures— Lightning Points. 8yo. 

PickeljL Q. AhhandL iiber BUtzableiter, u.s.w. From Poggendorff, 
5.4440 ^^ 1821 

Pilatre de Kozier. Sur la cause de la Foudre. (Joum, Phys, xyi 
1780.) Pdris, 178a 

PiUdngton, J. (Bishop of Durham). The Burning of St Paul's 
Church in London in 1561, on the 4th June, by Ughtning,. 
8vo. London, 1661? 

Plieninger, Dr. tjber die BUtzableiter, ihre Yereinf achung und die 
Verminderung ihrer Kosten. Nebst ein«m Anhan^ iiber das 
Yerhalten der Menschen bai Gewittem. Eine gememfasslidbe 
Belehrung fiir die Yerfertiger der BUtzableiter, sowie ftir die 
Hausbesitzer. Im Auftrage der k. Centralstelle des land- 
wirthschaftliehen Yereins in Wurttemberg. 8yo. 114 pp. 
3 plates. StuUgaH, 1835 

Pliny, C. The historie of the World, commonly called the Natuiall 
Historie of C. Plinius secundus. Translated into English by 
Philemon Holland. Fol. London,\e^ 

Poey, A. Sur les tempetes ^lectriques et la quantity de yictimes 
que la foudre fait annuellement aux Etats-Unis d'Am^rique 
et k llle de Cuba. 8yo. Versailles, 1855 

„ Des caract^res physiques des Edairs en boules. 8yo. 

Paris, 1855 

„ Analyse des hypotheses . . . Edairs sans tonnerre. Large 
8yo. Versailles, 1856 

„ Sur les nombres de personnes tu^es par la foudre dans le 
Koyaume de Grandie-Bretagne, de 1852 k 1866, compart aux 
d^ces par f ulguration en France et dans d'auixes parties dii 
globe. 4to. Paris, 1858 

„ Sur les Edairs sana tonnerre obsery^ k la Hayanne, pendant 
rann^l859. 8yo. Pam, 1860 

„ Relation Historique ettheorie des images Photo-Electriques de 
la Foudre. 2nd Ed. 12mo. Paris, 1861 

Poisson. {Sea Official Instrtu^ions, France.) 

PoUini Sul passaggio del Fulmine che nel . . . 6 Agosto, 
1795 . . . sooppid nel . . • Tempio di S. Andrea in 
Yercelli, e sugli effettl 8yo. VerceUi, 1796 

Ponoelet. M. La Nature dans la formation du Tonnerre. 8yo. 

P«rM,17e6 

PontanOi J* J« Liber de meteoris. Sm. 8yo. 225 pp. 1545 
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Poppet Job. H. M. Gewitterbiichlein ziun Schiiti tmd ziir Sicher- 
heit gegen d. Gefahren der Gewitter, beeond. auch iib. d. 
KuDBt, Blitzableiter auf d. beste Art anzulegen. 8vo. 

« « ^ X ._^. Tubmffen, 1880 

Porro. Substitation d'un Tube de Plomb k la Corde m^talliqae 

oommun^inent employ^ oomme Ck)nduet(mr pour lea Paron- 

tonnerreB. {Con^fft, Mend. xxx. 86.) 1850 

Ponillet, C. S. M. El^mQDts de Physique ezp^rimentale. 7th Ed. 

2 vols. 8vo. Paris, 1866 

{See OfUcud Instructicme, France,) 
Freece. W. H. On Lightning and Lightning Conductors. Jour, 

Soc, Td. Bng.) 8vo. London, 1878 

On the proper form of Lightning Conductors. (Brit, Ass, Rep,^ 

1880.J Lmd^^ isicf 

On the space protected by a Lightning Conductor. (Pka, Mag,, 

Dec 1880^ 8vo. 4 pp. 1 plate. Xowfon, 1880 

Preibsch, C tJber Blitzstrahlableiter. 32 pp. I plate. 

Le^mi, 1825 
M Uber Blitzstrahlableiter, deren Nutzbarkeit und Anlegung. 2nd 

Edition enlarged, &a (3 B.) 8vo. 46 pp. X^^s^, 1830 

Priestley, J. History of the present state of Electricity. 2nd Ed. 

4to. London, 1769 

Putnam, A. Remarks on L. Baldwin's proposed improvement in 

Lightning Bods, in a letter to Jed. Morse. Article dated 

January 12. 1799. 4to. 6 pp. (Mems, Amer. Acad. Old 

Series, ii. part ii. p. 99.) Charlestovm, 1804 

Quatrefages, A. de. Action de Ui Foudre sur des #tres organist. 

8yo. Touhuse, 1887 

Quinquet. Observations sur les Faratonnerres. (Journal de la 

SociStS des Pharmadens de Paris, torn. i. p. i. 100.) 
Raoagni, G. M. Sopra alcuni conduttori elettrid die sono stati 

percossi dal fiumine. Memoria. Ricevuta 13 Luglio, 1818. 

4to. 14 pp. (Mem, deUa Soc, lUd, zviii 139.) 

Modena, 1820 
Sopra alcuni ediflzii mmiiti di Parafulmini Frankliniani stati 

oal Fttlmine danneg^ati. Memoria. Ricevuta 10 Nov. 1 821. 

4to. 26 pp. 1 plate. (Ital, Soc, Mem, xiz. p. 1.) Modena, 1823 
Bttven. Account from Carolina of the effects of Lightning on two 

of the rods affixed to houses for securing them against Light- 
ning. 
Bead, J* A summary view of the spontaneous electricity of the 

earth and atmosphere. 8vo. Londion, 1798 

Bedares, C. Histoire abr^g^ du tonnerre. 4to. Avignon 1868 
R(edares), C. Nouveauz appareils oontre les dangers de la foudre. 

8vo. Paris, 1846 

Regii, H. Fhilosophia Naturalis. Editio secimda. 4to. 442 

Amstehdand, \{ 

Beich, F* tJber d. Wirk. einiger Blitzschlage in Freiber£[er Gruben. 

8vo. (Pogg, Ann, Ixv. 1846.) Letpsw, 1845 

Beimams, J* A. H. Die Ursache des Einschlagens vom filitze u. 

dessen natiirl. Abwend. von unseren Gebauden, aus zuver- 

lassigen Erfahrungen von Wetterschlagen vor Augen gelegt 

8vo. 128 jpp, Langenscdsa, 1769 

Ursache v. Einschlagen des Blitzes. 8vo. Leiipag, 1774 

Yorschriften zur Anlegung einer BUtz-Ableitung an allerley 

Gebauden nach zuverlassigen Erfahrungen. 8vo. 24 pp. 

Mamburg, 1778 

Vom Blitze: i. Dessen Bahn u. Wirk. auf versch. Eorper, &c 

8vo. 678 pp. . Hamburg, 1778 

Nadiricht von einer Zurustung, welche die Wirkung der Gewitr 

terwolke sinnlich darstelt (JDeutsch. Mus, Oct 1779, p. 329. f .) 

1779 
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J. A, H. Einige gegen d Blitzableitang gemachte 
Einwiirfe beantwortet Sro. Frankf.-a.-M,, 1790 

Neuere BemerkuDffen vom Blitze dessen Balm,Wirkimg, sichem 
und bequemen Ableitung, &c. 8yo. 386 pp. 9 plates. 

Ucarjburg^ 1794 
Ausfiihrliche Vorschrifteo, Ac. 8to. 

^ , Sambwy, 1794 

Ausfiihrliche Yorschr. z. Blitzableitung an allerley Gebauden. 

• 8vo. 46 pp. 2 plates. Hamburg, 1797 

^ Uber Blitzschlage u. Blitzabldter. 8vo. {QHb, Ann, vi i±. u. 

xxxvi.) Leipzig 

n Ueber die Sicherung durch Blitzableiter. {QHherfs Ann, 

xxxTi. 113.) 1810 

Beinzer, !"• Meteorologia Philosophico-poUtica in duodedm di£h 

sertationes, &c. Fol. 297 pp. AugwUa Vvnddicarum, 1709 

Beil88ill8, J. A. DeFulmine. 4to. RifniJidii^lQlQ 

Bibbentrop. H. G. F. Uber die Blitzrohren oder Fulguriten und 
besonders Uber das Vorkommen ders. am Regensteine bei 
BlankenbuTg. 8to. 46 pp. 1 plate. (JSchweigger, Jaum. Ivii 
1829.) Braunachioeig, 1830 

Bichardot, C. Nouveaux appareils contre le danger de la Foudre 

et le fl^u de la Grele. 8to. 44 pp. Paris, 1825 

„ NuoYo sistema di apparecchi contro i pericoli de Fulmine ed il 

flagello della Grandine. Trad, dal Francese. 8yo. 45 pp. 

Indice e Lettera. Miiano, 1827 

Bittenlioiuie and HopkinsoiL An account of the effects of a 
Stroke of Lightiiing on a house furnished with Two Con- 
ductors; in a letter ... to Mr. R. Patterson. Bead 
Oct. 16, 1790. 4to. 4 pp. Trans, Amer, PhU, Soc, Old Series, 
voL iii.) PhUaddphia, 1793 

Bittenhonse and Jones. Account of several Houses in Phila- 
delphia struck by lightning, June 7th, 1789. Read July 
17, 1789. 4to. 4 pp. 1 plate. (Trans, Amer, PhU, 8oc, Old 
Series, vol. iii. p. 119.) I^Uaddphia, 1793 

BobertS) M. On Lightning Conductors, particularly as applied to 
vessels. 2 vols. 8vo. London, 1837 

Bobespierre. Un Plaldoyer prononc^ dans une cause relative k 
un Paratonnerre. 8vo. {FromMarget, Etude surles travaux 
de Romas, page 80— not the exact title.) 1783 ? 

Bomas, J* de. Neuer elektr. Yersuch mit dem fliegenden Drachen 
am, 14 Nov., 1763 1753 

„ M^moire sur les moyens de se garantir de la Foudre dans 
les maisons ; suivi dune Lettre sur Tinventiondu Cerf volant 
^lectrique, avec les pieces justificatives de cette meme lettre. 
12mo. 156 pp. 2 plates. Bordeaux, 1776 

The Pieces Jnaticatives contain testimr'nials, a oertiflc ita of the Bot^ 
deanz Acad., Ac , which prove that he had invented (imaging (hat 
had not used) the £]eotrtcal Kite on the 12th July, 1752. Merget, 
Etade but les travanz de Bomas, Imputes to Franklin (by implica- 
tion) the poBsibility of having derived the idea from Bomas : without 
fonndationf I think. — ^F JL 

Bonalds, Sir F. Catalogue of books and papers relating to Elec- 
tricity, &c Compiled by Sir F. Ronalds, F.B.S., and pub- 
lished by tiie Society of Telegraph Engineers. 8vo. zzvii. 
564 pp. London, 1880 

Boimels, J^ Specimen inaugurale de causa fulminis et tonitru. 
4to. Leyde, 1759 

Sage. B. G. Observations sur les Paratonnerres. 8vo. Paris, 1808 
M Becueil historique d'Effets Fulminaires. 8vo. 21 pp. 

Paris, 1822 

St. Lazare. (JSee BarthdUm de St, Lazare,) 

Satuumre, H. B. de. Manifesto, ou exposition abreg^e, de llJtilitd 
des Conducteurs ^lectriques. 8vo. Genh)e, 1771 
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Scaramelli, H Paragrandinatore istmito sull' arte e sugli usi del 
paragrandini e paraf ulmini alia Tholaid. 8yo. 20 pp. 2 plates. 

« * « ., f^enezia, 1824 

Schaffrath,L. Be electridtate coeleBtL 4to. Fesiim,Vns 

Scheibel, O. E. D. d. Blitz in Pulyerthunn yenmgliickte Breslaiu 
4to. ilhmi Seinsius.) Breslau, V760 

Scheibely J. E. Einige Progr. ilb. den a. d. Elisabetkirche zu 
Breslau erricht BJitzableiter. 1793-4 

Schieck, Dr. Ueber atmospbariache Electridtat 8yo. 

Oldenburg, 1870 

Schonbein, C. F. On some secondary pbysiological effects pro- 
duced by Atmospheric Electricity. 8yo. London, 1861 

Schwartz, F. Wolken imd Wind, Blitz und Donner. 8yo. 307 
pp. Berlin, 1879 

Scoresby, Dr. W. On the singular effects of Two Strokes of Light- 
ning upon a Vessel. 8yo. {Brewtter^s Journal of Science^ 
yiii. 1828.) 1828 

Scudery, D. J. Femglas d. Artzney wissenschaft. nebst Abhdl. 
Scniffe und Hauser y. d. Blitz zu yerwahren a. d. Italianen, 
8yo. Miinster, 1774 or 1775 

Secchi, A. Di alcuni f enomeni accadute nella scarica di un f ul- 
mine in Alatri. 4to. Rome, 1872 

Sestier, F. et Mehu, C. De la Foudre, de ses formes et de sea 
effets sur lliomme, les animauz, les y^^taux et les corps 
bruts ; des moyens de 8*en pr^eryer, et des paratonnerres par 
F. Sestier. B^g6 sur les documents laiss^ . . . etoom* 
pMt6 per C. M^u. 2 yols. 8yo. Paris, 1866 

Sidney, E. Electricity, its phenomena and results. 16mo. 

London, 1S4S 

Sigaud de la Fond, M. Pr^ds historique et experimental des 
Ph^nom^nes ^lectriques. 2nd ed. 8yo. Paris, 1786 

SixnmOBB, J. An essay on the cause of lightning. 8yo. 

Bochester, 1776 

SpallailzaBi, L. Lettera al Barletti . . . sopra un fulmine 
ascendente. 4to. 5 pp. (Opusc. Scelti, ziy. 296.) 

MHano, 1791 

Spanir, H. W. A Practical Treatise on Lightning Protection. 8yo. 
^^ Philadelphia, 1877 

Spragne* J* P* Electricity: its Theory, Sources and Applications. 
8yo. London, 1876 

Sternberg, Joachim Graf yon. Beobacbtungen liber die Bildung 
der JDonner- Wolken und Entstehun^ der Donner- Wetter. 
(Mayer^s Samard. Phys^Aufs, des Bokmuchen Naturf, iii. p. 1.) 

Prog, 1792 

Stoikowich, A. Schutzmittel wider d. Blitz. Petersburg f 1810 

„ ijber BUtzableiter. Petersburg f \S2Q 

StoU, J. J> Beleuchtung einiger Yorurtheile in Ansehung der 
Donnerwetter und Blitzaoleiter. 8yo. Lindau, 1790 

Stotherd, CoL Earth connections of Lightning Conductors. 8yo. 

London, 1876 

Strieker. Ueber Anweudung des Galyanismus zur Priifung der 

BUtzableiter. {.Pogg- Ann., Izix. 554. Polgt, Joum. dii 

265. 1846 

Strieker, W. Der Blitz und seine Wirkungen. 8yo. 

Berlin, 1872 

Sturgeon. Annals of Electricity. lOyols.Syo. 18368-4 

„ ^cent Experimental reseai'ches on Electricity. 8yo. 

London, 1S90 

Stnreeon, W. On Lightning and Lightning Conductors. (Mem. 

of the Manch. Soc, (2), ix. 56.) Manchester, 1861 

Tayemier, A. de. BUtzableiter. genannt Antijupiter oder Tayer- 

nier's gewitter-ftbleitende Saule. 8yo. Leipzig, 1833 
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Tedeschi, A. GrundL u. auf mehifahr. beruh. Anleit z. Yerfert ii« 
firricht. d. Tholardschen Blitz- u. Hagel-Ableiter il8.w. 
nach d. Ital. m. e. Anh. 8yo. 30 pp. 1 plate. ^ag^ 1825 

Tessier. Observation sur I'effet du tonnerre k fUunbouillet 4to. 

Far%8t 1786 

Tetens, J. N. Ub. d. beste Sicherung einer Person bey einem 

Gewitter. 8vo. BiJUxow and Wismar, 1774 

„ Another Edition. Wiamar, 17S4: 

ThoUard de Tarbes. Moyens pr^servatifs de la Foudre et de la 

Grele. 
Thoresby. R. An Account of a Toung Man slain with Thunder 

and Lightning, Dec. 22, 1698. 4to. 2pp. (PhU. Trans, xxi 

for 1699, 1). 61.) London, 1700 

Tieenky J. Bericht wegena de miswyzing van het compas, door 

den donders. CVerhandel, van het Oenootsckte Vtissmgen,, 

ia 616.) 
Tietz, J. Die Erflndung und erste Verbreitung d. Blitzableiters. 

4to. 17 pp. (Jahrsbericht iiber das Kim, £Sth, Gymnasium zu 

Braunsberg, 1860-69.) Braunsherg, 1869 

Tilas, D. Von einem Donnerschlage in Oesterwahla. Kirchspiele 

und Waszmannlands Hauptmannschaft, im. J. 1740. 8yo. 

6 pp. (JT. Schwed, Akad. Ahh. iv. 43.) Hamburg, 17^ 

Tilesins von Tilenail, W. G. Die Wirkung des Blitzes aof den 

menschlichen Korper durch einen merkwiirdigen FaU er- 

lautert. 8vo. 13 pp. 1 plate, {jloum. f. Chem, S,R. ix. 129.) 

Toftldo, G. Delia Maniera di def endere gli Edifizii dal Fulmine. 

8vo. Firenze, 1770 

Deir uso dei Conduttori metallid. . . . Apologia colla Des- 
crizione del Conduttore . . . di Padova. 4to. 32 pp. 
1 plate. Fenessia, Vrfi 

Del Conduttore elettrico posto nel Campanile di S. Marco in 
Venezia , . . (laed.) 4to. 37 pp. 1 plate. Venezia,VI76 

Belazione del fulmine caduto nel Conduttore della Specola di 
Padova. (Ist ed.) 4to. Padwa, 1777 

Dei Conduttori per preservare gli edifizj . . . Memorie, in 
questa nuova ed. ritoccate ed accresdute di un' Appendice 
, . . 4to. 104 pp. 2 plates. Veneziay 177B 

Jfote— Thin work contains his "Informaadone al popolo'* of 1772, 
including his translation of Saussnre's ^ Manifesto.*' His ".DelL 
uso dei Conduttori . . . Apologia ... of 1774, coUa 
Deecriz. del Cond. di Padova.' Uis "Del Condntt . . . 
di S. Marco," Ac of 1776. His '* Belazione del Fulmine caduto 
nel Condutt. della Specola, Padova," of 1777. His *'Notlzia del 
Fulmine . . . neUa Torre dell' universita, Padova." His 
** Appendice sui fatti . . . recenti," 1778; new matter. It 
also contains an Italian translation of Barbier's *' Considerations 
en gtodraJ," . . . which is a memoir appended to Barbier's 
French translation of this work of Toaldo. This Italian transla- 
tion is by a printer, and not dated. 

Ifote.— In his '^Qiornale Astro-Meteorologico," for or of 1784, "Dei 
principali accidenti dell' anno 1783." The first division is headed 
" Delia Nebbia, e della Influenza de' Fnlmini," and in which he 
refers to much writing on these subjects by himself and others 
in the *' Giomale enciclopedico di Vicenza. 

Fenomeno singolare. d'un Fulmine descritto, e proposto all' 
esame de' flsid. 4tb. 4 pp. (O^ms Scdtiy vii 35.) Milano, 17M 

Appendice : Biflessioni sopra i colpi di Fulmine (alia Memoria 
d^ Marzari, ** Descrizione d'una tempesta di f uLmim.") . 
Letta 8 Feb., 1787. 4to. (Fwfe Marzari.) Saggi ddP Accad. 
di Padova, iii. 212, pt. i. Padwa, 1704 

(or Anonym.) and Sail88nre. Della maniera di preservare gli 
edifizi dal Fulmine: Informazione al popolo. 4to. lU pp. 1st 
edition. Venezia,\772 

Note, — ^Annexed is his translation of Sanssure's Exposition under the 
title " Manifesto ossia Breve esposlzione ; " the paging being con- 
tinned from 20 to 38. The date of Saussore's worlc is Geneva, 1771. 
(See also Barbier de Tinan.) 
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Tomlinsailf G. The Thunder Storm. An Acoount of the Properties 
of Lightning, and of Atmospheric Electricity in various 
parts of the World. 8vo. 348 pp. London, 1869 

On Lightning Figures. {Ed, New PhU. Jour.) 8vo. 

«__.^ « Edmburah, 1861 

Further Remarks on Lightning Figures. {Ed Nw) PhU. Jour,) 
^^▼0. Edinlmrgh, 1862 

The Thunder Storm. 12mo. L&nchn, 1864 

Tonrdes, O. Relation m^cale de Tacddent oocasionn^ par la 
foudre, le 13 Juillet, 1869, au pont du Bhin, pr^s de Stras- 
bourg. 8vo. 32 pp. Paris, 1809 
TrecllBely F. Bemerkungen iiber Blitzableiter und Blitzschlage, 
yeranlasst durch einige Ereignisse im Sommer, 1819. G^ 
berts Ann,, Ixiv. 227. 1820 

IJnterberger. L. F. von. Niitzl. Begnflfe von d. Gewittermaterie, 

nebst Beobachtungen lib. die beste Art, Blitzableiter anzu- 

legen. 8vo. (Seenea:e,) Wten,lSll 

„ Niitzliche Anmerkun^en von den Wirkungen der Electridtat 

und Gewittermaterie. 8vo. fFi«n, 1811 

Vaillaat. {See Official Instntctiona, France^ 

Vallemont [L. L. de] Description de Taimant qui s'est form^ a la 
pointe du Clocher neuf de N. Dame de Chartres. 12mo. 
216 pp. Paris, 1692 

Vassalli-Eandi, A. M. Conghietture sopra Tarte di tirare i 

Fulmini appo gli Antichi. 8vo. {Opuscoli Sceki di Milano in 

4to. tom. XIV.) 1791? 

„ Nota sopra un mezzo facile di preservare le case rustiche dal 

Fulmina {Cd'end, Oeorg. 1814.) 1810 

Vauquelin, C On Stones supposed to have fallen from the Clouds^ 
(and discussion thereon) in the French National Institut 
8vo. 2 pp. {PhU, Mag. xv. 187.) Londm, 1808 

„ Memoir on the Stones said to have fallen from the Heavens. 
Read in the French National Institute. 8vo. 8 pp. (PhU, 
Mag, XV. 346.) Lonchn, 1808 

Vauquelill, L. N. M^moire sur les pierres dites tomb^es du del. 
8vo. (Joum, des Mines, xiii 1802^.) Paris, 1802-8 

Verrati, J* Dissertatione de Electricitati coelesti 8vo. 

Bologna, 1755 

Viacinna. C. Del fulmine e della sicura maniera di evitame gli 
effettt Dialoghi Tre. 8vo. 156 pp. MUano, 1766 

Vismara, G. Dei fmmini che hanno colpito il torrazzo di Cremona. 
Memoria. 8vo. 24 pp. {Extr, cM fascioolo di Feb. 1841, 
degli Ann, di Fisica, ^c) MUano, 184L 

Volpicelli, P* Sulla necessity di proteggere dal fulmine le masse 
metalliche, stabilite nella dma degli edifid. Nota. 4to. 
5 pp. (Atti deiP Accad, Pontif, dei ^movi Lincei, sess. i. del 3 
Dicem. 1865, tom. xix. pp. 22—26.) Boma, 1865 

Walder E. Ueber wirkungsweise und (Construction der Blitz- 
ableiter. N6rdlingen, 1868 
Walker, C. V. Transac. and Proc of the London Elecmcal Soc. 
Edited by C. V. W. 4to. London, 1841 
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APPEKDIX H. 



APPLICATION TO AND EEPLIES FEOM THE LOCAL 
HONOEART SECRETARIES OF THE SOCIETY OF TELE- 
GEAPH ENQINEERS AND CERTAIN OTHER DISTIN- 
GUISHED FOREIGN AUTHORITIES. 

In accordance with a resolution passed by the dele^tes at 
the meeting on October 27, 1879, the following circular was 
prepared by the Secretary, and issued to the gentlemen named 
m the appended table. 

30, Gebat Gboegb Stbbbt, 

Wbstminstbb, S.W, 
October 31«<, 1879 

Dear Sir, — At the invitation of the Meteorological Society, delegates 
have been nominated by the following societies : — ^Royal Institute of 
British Architects, Society of Telegraph Engineers, Physical Society, 
Met/corological Society, to consider the present modes of erecting 
lightning conductors, and improvements therein. 

At the last meeting I was instructed to ask you to have the kind- 
ness to Ornish the conference with copies of such papers or reports 
as may be convenient, and as are generally accepted as authoritotive 
in your country. 

Tours very truly, 

G. J. STMONS. 



Nave. 


Country. 


Datb of Bbplt. 


Allen, J 


Argentine Republic 

Spain 




ADaricio. Don Jos^ 




Avlmer. J 


France 




Burton. C 


Bolivia 


\ 


Cantoni, J 


Italv 




Collette. J. M 


Netherlands 


Nov. 7th. 


Cracknel], E. C 


New South Wales 

Canada 




Dakers, J 




D'Amico, E 


Italv 


Nov. 16, Dec. 8. 


Delarfire. P 


Belfifium 




Field, S.D 


W. America 




Jamieson, A. 


Mediterranean 




Karsten, G 


Schleswig-Holstein 

Denmark 


Nov. 13. 


^f^adsen. C. Ti - 


Nov. 5, Dec 7. 


Melsens. F 


Belfifium 


Nov. 6, Dec. 4, 


Michel, F 


France 




Morris. J 


Japan 




Mvers, Oen 


United States 


Dec. 13. 


Nielsen. C 


Norway , 


Dec. 1. 


Preece, J, R 


Persia 




Siemens. W 


Germanv 




Teale, F. a 

Todd. C 


India 


Dec. 12. 


South Australia 




frftrCla vT* \jr# «••••••••.•••••••• 


United States 


Dec. 9. 
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The following are abstracts of the replies leceiyed : — 

KoY. 5th, Copenhagen. — Mr. 0. L. Madsen acknowledging receipt 
of letter and promising farther reply. 

Nov. 6th, Belgium. — M. Melsens acknowledging receipt, and 
promising fiill reply. 

Nov. 7th, La Haye. — Mr. J. M. CoUette acknowledging receipt of 
circular and stating that lightning conductors are not in common use 
in Holland, that there are no official and scarcely any other publica- 
tions upon the subject. Those who have to erect conductors upon 
public buildings usually rely upon the rules adopted in countries 
where the use of lightning conductors is more general. 

Nov. 13th, Kiel, Schleswig-Holstein. — Dr. Blarsten forwarding copy 
of the latest edition of Ms work on lightning conductors (See 
Abstracts of Printed Documents, pages (114) and (119). 

Nov. 16th, Bome. — Sig. £. D'Amico acknowledged receipt. 

Dec. 1st, Christiana. — M. C. Nielsen acknowledging receipt, and 
forwarding copy of paper by Prof. Mohn on " Lynildens Farughed i 
Norgi." (See Abstracts, page (106) which he states is the only paper 
on the subject printed in Norway. 

Dec 4th, Belgium. — Letter from M. Melsens, sending series of his 
works. (See Appendix G. ; Catalogue and Appendix E. pages (137) 
to (141). 

Dec. 7th, Copenhagen.— Mr. C. L. Madsen writes : 
" In continuation of my letter of 6th ult, I have great pleasure in for* 
warding a copy (enclosed) of ' Begulations for the Arrangement and 
Construction of Lightning Conductors for Military and Public Build- 
ings in Denmark, as adopted by the Eoyal Engineers, 1869,' which I 
have translated from the Danish original, and obtained the permission 
to place at the disposal of the Conference. The rules laid down in this 
paper are generally accepted as authoritative in Denmark, and have 
been followed in the erection of Lightning Conductors on the new 
Boyal Theatre in Copenhagen. 

'^ I beg to add that in case a printed report is to be published by the 
Conference, I shall feel much obliged by having a few copies sent to 
me, and that I shall have great pleasure in continuing to have my 
attention directed to the subject.'' 



EEQ-TJLATIONS pob thb ABBANOEMSirr ajstd Consteuotion op 
Lightning Conduotoes fob Militabt and Public Btjildinqs ur 
DENMARK, as adopted by the Boyal Engineebs, 1869. 

(Translated from Danish,) 

To obtain a perfect system of lightning conductors it is necessary 
to observe: 

1. That the lightning conductor must be more exposed to the 
stroke of lightning than the building itself. 
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2. That the lightning, after hanng struck the conductor, shall 
traverse the conducting wire to the earth more readily than through 
BAT other neighhouring ohject. 

3. That the lightning conductor is not destroyed by the stroke of 
lightning. 

A. Arrangement, 

On the h^hest points of the building are placed iron rodt, of such 
a length and numSer that no part of the building lies &iher from the 
perpendicular line through the point of the rod, than twice the height 
of the point above the place of the rod. The lower ends of the rods 
are connected to a metallic conductor, top eonductttr, which follows the 
upper line of the building. From the top conductor, or from the 
rods, and at least from each three of thefle, eondwting wire* are led 
down the roof and outer wall (best on the weather-side), and thence 
one foot under the earth, until about ten feet from the building. 
Here the wires are connected to the earth plate in a well, the bottom 
of which well must reach a couple of feet under the lowest stuiding 
of the ground water. Each well, with its plate, ought at the utmoet 
to serve three conducting wires. If neoesaarj to employ more wells 
than one, the plates of these are joined up through a special con- 
ductor, the earth conductor, one foot under the surface of the earth. 
Great care must be taken that the eatth plate is properly placed in 
ground water, that more or less communicates with the ocean — a 
condition which, in our country, will hardly present insurmountable 
difficulties. 



Figure 1 shows a system of lightning conductors for a building 
100 feet long, with gable roof. 

Note 1. — If the roof is covered with metal, the conductors ought 
in several places t« be connected to it ; but, on the other hand, they 
must be kept, electrically, &s distant from all other parts of the build- 
ing as possible, especially from the metallic parts of it. 

Note 2. — If ground water is found at a considerable depth, under 
a dry layer of sand, a second plate, besides the general earth plate, 
ought to be placed just beneath the surface of the earth, the latter 
being made temporarilv conductive by rain. 
■ Note 3,— As to powder magazines, which of course must be con- 



( ™ ) 

■bmeted of bricks or vood, the lightning conductors must not, without 
inevitable necessity, be placed on the building itself, but, retaining the 
the abore-mentioned dupoutions in the main points (the top con- 
ductor excepted), they ought to be placed on masts, about ten feet 
from the luaganne. 

Figure 2 shows a system of lightning conductor for a powder 
maewEine. a hundred f(M>t in length, with icaMe roof. 



B. Coiutrvetion, 

Tha jMtnt ought to consist of a solid copper cylinder, | inch 
diameter, 6 inches high, conically pointed, the top angle being about 
30 degrees, and with gilt top. At the lower end a nut is applied, by 
which the point is screwed and aflerwards soldered to the end of the 
rod. Most conveniently the rod is formed of round iron, which, like 
the rest of the conductor above earth, if oonatructed of iron, is 
painted over or galvaniEed. Under earth only galvanized iron is 
suitable. The upper diameter of the rod is | inch ; 12 feet farther 
down, Ij inch. The length is properly varying between 10 and 
16 feet. It is to be preferred to use a greater number of low rods 
rather than fewer hieh ones, Ths eondwtor. ns also the top and earth 



conductors, may consist of an iron bar, of ^ square inch section, con- 
sequently i inch in the square side, or | inch in diameter. Only for 
very great lengths will it be necessary, on account of the increased 
resistence of tiie conductor, to use tjiicker bars. In place of iron, 
copper may be used, the section of which need only to be ^ square 
inch. The conductors must be of as short a length, and with as feir 
bends as possible; and the latter must be rounded at their angle 
points. They ought not to be bolted or spiked to the building, bnt, 
in view of changes of form occasioned by temperatore or otber 
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reasons, they must rest in hooks, or be kept up by cramps that are 
listened in wood or brick, &r from the metallic parts of the building. 
It is of the utmost necessity that the conductor be continuous in its 
whole extent, from the point to the earth plate. Links of chains or 
cables are to be rejected. For this reason the number of joints must 
be limited, and a constant contact of the respective ends, extending 
over one or two square inches, procured by bolts or rivets and solder- 
ing. The metal should be filed on the contact sides, so as to clear it 
irom oxide, this being an insulator, and the soldering made with tin. 
The earth plate may consist of galvanized iron or copper. It ought 
to have at least a surfiM^ of 10 square feet in water, or 5 square feet 
area, if to serve one conductor; for each conductor in addition 50 per 
cent, must be added to the area. To diminish the circumference of 
the well, the plate may be given a cruciform transverse section ; if 
then, for instance, the plate reaches 2^ feet down into the water, the 
wings need only have the length of 6 inches. The well is constructed 
in the usual manner by digging or boring. In order to preserve the 
conductor from breaking, as the plate might press deeper into the 
ground, a beam is placed across the well's upper part on which the 
horizontal part of the conductor rests. Inspection of the lightning 
conductor must be effected once a year, and, besides, when circum- 
stances demand it, for instance, after a stroke of lightning. The 
inspection must especially have the purpose : 

1. To examine whether the metallic continuity remains perfect ; to 
verify this a galvanometer is inserted, and a galvanic current led 
through the conductor ; and 

2. To examine whether the conductivity to ground water is in 
order. The earth plate being placed in a well, instead of being buried 
in the ground, will greatly &cilitate this examination. 

Dec. 8th, Eome. — Sig. I^Amico sent a copy of a letter received 
from Professor Tacchini, Director of the Central Meteorological 
OfHce, in answer to the communication made to him of the circular 
dated October 31st. The following translation has been kindly made 
by Professor T. Hayter Lewis : — 



MSTEOBOLOOICAL CeNTBAL OfFIGS, EoME. 

November 27th, 1879. 
Lightning Bods in ubb in Italy. 

Although I have not sufficient material for giving a complete 
answer to the request made in your letter, as noted in the margin, 
yet I think that the accompanying notice as to the system in use in 
Eome for fixing lightning rods may be useful to the Director Greneral. 

1. The conductor of the lightning rod is constructed of iron, 17 
millimetres (o. frds. inch) diameter. The upper terminal or receiver 
is 4*5 metres (14 feet 9 inches) high, with a copper point 0*50 (c. 1 
foot 8 inches), gilt from 0*25 (c. 10 inches), fixed on a pilaster of 
masonry 2 metres (c. 6 feet 6 inches) high, and 60 centimetres (c. 2 

n2 
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feet) wide. Each ternainal is intended to protect a horizontal super- 
ficies of ndiuB double its height. 

2. In order to obtain a conductor as long as required, pieces 

of 6^ metres (c. 18 feet) are united hj a 
hold&st of brass. The fastening of the con- 
ductor to the walls and roofs is made by little 
pieces of marble of the annexed form, connected 
with the fabric. 

A— Wall or roof. 

B — Little piece of marble. 

C — Hole through wlucb the conductor passes, 

3. It is the custom to oonnect the conductor with masses of iron, 
and other metals in the building to be protected, avoiding the water 
pipes. (Beferring probably to Terra Cotta pipes. T. H. Ijewis.) 

4. In addition to t^e upper terminal and chief receiver, it is usual 
to fix secondary points according to the form of the building. 

5. The discharger or lower terminal (in contact with the earth) 
is made of copper rod, 12 millimetres (c. j inch) square, at least 6 
metres (c. 20 feet) long, in 3 strips with points of capper arrai^ed in 
" r shown — 



6. The dischai^r is introduced into a ditch or well eieavated in 
moist ground, verticaUy or horizontally, according to the circum- 
stances of the locality. The diameter of the well should be 0-80 
metres (c. 2 feet 8 inches), filled with carbon, and covered vnth earth. 

7. In an ordinary building we employ a discharger to each 3 points. 

8. In this manner were made all the lightning rods of P. Secchi, 
by Signer Lerigi Morea, maker of them in Borne. 

9. In some cases P. Secchi has made use, for the conductor, of the 
thicker wire used for the Telegraph. 

10. We may observe that, in other Italian dties, the same rules 
are adopted for the construction of lightning rods, as I myself have 
verified. Only, in some localities, in placn of putting points of 
copper to the lower terminal the latter is terminated by a copper 
band. 

P. TACOHINI, 

The Director. 
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Dec. 9th, New York. — Mr. Q-. Q-. "Ward acknowledges receipt, 
states that the only papers of any value upon lightning conductors, 

fublished in America and known to him are: — (A) a paper by 
rof. Henry ; (B) a treatise by Prof. Phin ; (C) a pamphlet by David 
Brooks ; (V) a practical treatise by H. Spang. The writer furnished 
copies of Nos. B and D, and all four will be found* noticed in the 
Abstracts of Printed Documents. See pages (99) (102) (117) and 
(112.) 

Dec. 12th, Calcutta. — Mr. P. Q-. Teale acknowledging receipt of 
circular and forwarding copies of two papers accepted as authoritative 
in India, viz : — (1) E. S. Brough on Protection of Buildings from 
lightning, and (2) W. P. Johnston on the Lightning Conductors at 
Dum Dum. (See Abstracts, pages (117) and (132). 

Dec. 13th, Washington, U.S. A. — Lieut. Kilboume acknowledges 
receipt on behalf of Gen. Myers, enclosing copy of paper by Proi 
Henry, and stating that the works of Spang and Phin are considered 
authoritative. 
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APPENDIX I. 



GBNEBAL COBEESPONDENCB. 



TsiNm HorsB, Lokdoit, E,C., 
6(A February, 1880. 
Sis, 

I am directed by the board to transmit to you herewith, tor 
the information of the Lightning Eod Conference, oopieB of reports 
made by Profesaor Faraday to this Corporation, one respecting 
a remarkable stroke of lightning which occurred at the Eddystone 
Idgbthouse in January, 1853, and the other upon a similar accident 
experienced at the Nash Lights in August, 1852. 
' The case to which Admiral Sullivan directed the attention of the 
Conference, as stated in your letter of the 30th October last, wm 
probably one of these two. 

Should jou desire any further details in connection with this sub- 
ject, the Corporation desire me to assure yon of the pleasure with 
which they will afford any information at their command. 
I am, Sir, 

Tout obedient servant, 

EOBIN ALLEN. 
Or, 3. Stuoks, Esq. 

[We have been &voured with copies of three separate reports by 
Professor Faraday, and think that it is better to give them in chrono- 
logical order. There is only one other point in the correspondence 
from the Trinity Honso which it seems necessary to mention, tie., tiiat 
t^e sections of the copper rods now used are as under. — Ed.] 

MAJir OONSOOTOB. 




BEPOBT OH THB LIGHTNIN& BODS op LIQHTHODSBS, 1843. 
DmreENXBs. — Dungeness Idghthouse stands about 14 foet above 
the sea and measures 97 feet to the top of the lantern. The tower 
is of brick with wood floors ; the roof and frame of the lantern are of 
metal seated upon a stone pedestal, to which it is secured. There 
is no conductor to the building. The weathercock is fitted with a 
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tlass repeller, and a rod similorlj fitted is attached to the two copper 
lies which riae by the aide of the lantern. 

Eddtstojte.— The height of the top of the lantern of the Eddy- 
Btone above the sea is about 95 feet. The roof and framing of the 
lantern are of metal, secured through a stone plinth to the gallery of 



', ia attached to the outside of the building ; the i 
3 feet above the top of the lantern and terminates in the sea at lovr 
water ; it is fixed to the tower and lantern by metal stays and fasten- 
ings and is isolated by glass ferules. To give atabUity to the building 
eight wrought iron ties are fixed in the interior of the house, extend- 
ing downwards from the underside of the lantern fioor through the 
next two stories, terminating by inserting the ends into the stone 
floor, the upper ends are riveted into an iron ring round the manhole 
in the ceiling and further secured by iron bolts passing through the 
stonework and oommunicating indirectly with the metal work of the 
lantern. 



ISdiljBioije. Spurn roiut High light. 

Sptkn Point High Lisht. — The Spurn High Light atanda about 
16 feet above the level of the sea, and measures 100 ieet to the top of 
the lantern. The tower ia of brick with wood floors ; the roof and 
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framing of the lantern are of metal, seated upon a stone plinth to 
which it is secured ; the weathercock is surmounted by a glass 
repeller. An bolat«d conductor of copper rod, | inch diameter, is 
attached to the out«ide of the tower rising some feet above the 
lantern and passing down the side of the tower below the surface of 
the ground. 

SouiH FoBELAHD.— The South ^Foreland High Light stands above 
300 feet abore the sea, and measures from the ground to the top 
of the lantern 67 feet. The tow^r is of brick, the lantern roof and 
framing are of metal with a cast iron pedestal ; the weathercock is 
fitted with a glass repeller. A conductor of copper rod, j inch 
diameter, is attached to the outside of the tower, of the same 
height as the weathercock. The rod is fastened to the lantern 
and tower with metal stays and fastenings, and passes into the 
ground, turning off at riglit angles to the tower a little below the 
surface, A copper flue connected with a stove in the base of tbe 
tower, passes up the centre of tbe tower through the roof of the 
lantern, to tbe lower end of which a copper rod has been attached, 
which is carried to the outride of tbe building into tbe ground. 



a Uigii idgbt. 



Tbe undersigned have, according to their instructions, met and 
considered tbe circumstances under which Ughthousea ue plaoed as 
re«p«ctfl lightning, and have arrived at the foUowing conclusioafl : — 

That li^thonses should be well defended from the top to the 
bottom. 
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That as respects the top, the metal of the lantern, and upwards, is 
sufficient to meet ererj need, and satisfy every desire and fear. 

That for the rest of the course down the tower, a copper rod | of 
an inch in diameter is quite, and more than, sufficient. 

That at the bottom, where the rod enters the earth, it is desirable 
at its termination to connect it metallicallj with a sheet of copper 
3 or 4 feet long by 2 feet or more wide ; the latter to be buried in the 
earth, so as to giye extensiye contact with it. 

That glass repellers are in every case useless. 

That glass thimbles are not needed, but do no harm. 

That if the repeller be removed, and the point on the vane be 
terminated as the lightning rods usually are, and then the metal of 
ike lantern be strongly attached to, and connected with, the upper 
end of the copper rod, and the rod continued down the tower to the 
earth, and the sheet of copper buried in it, such a system will be an 
effectual and perfectly safe lightning conductor. 

That then there need be no rod end rising by tlie side of, and 
above the lantern. 

That the rod may (if required on other accounts) come down on 
the inside of the building, or in a groove in the wall ; but should not 
be unnecessarily removed from observation aud inspection. 

That all large metallic arrangements in the stonework, or other non- 
metallic parts of the tower of the lighthouse, such as tying bars, 
metal flues, ^., should be well connected, by copper, with the 
conductor. 

That the vicinity of two metallic masses without contact, or 
metallic communication, is to be avoided. 

That, as to the South Foreland High Light, the lantern, the central 
stove, and the copper rod proceeding from it to the earth, connected 
as they now are, form a perfect lightning conductor, even without the 
rod that is there erected ; but 

That it is important casual arrangements should never be depended 
upon for lightning conductors ; but a copper rod be established for 
the especial purpose : for, if the former be trusted to, the carelessness 
or ignorance of workmen may, at after periods, upon occasions of 
repair or cleansing, cause the necessary metallic connection to be left 
imperfect or incomplete, and then the arrangement is not merely 
useless but dangerous. 

That, as to the Eddystone, it is desirable to connect the system of 
wrought iron ties in it with the lightning conductor, by joining 
the lower part of that iron rod which is nearest to the conductor 
with the latter, by a copper rod or strap, equivalent to the conductor 
in sectional area. 

That the Dungeness Lighthouse is in a very anomalous condition ; 
to rectify which the two repellers shoidd be removed, and also the 
representative of the top of a lightning rod attached to the flue, and 
that then a good copper conductor should be attached to the metal 
of the lantern, upon the principles already expressed. 

(Signed.) M. rABADA.Y. 

25ih SepUmber, 1843. 
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23, GKr. Gbobgb Stbbet, 

25ih September, 1843. 

Sib, 
The reference, on the important subject of lightning conductors, 
is to Mr. Earaday and to me. On receiving it I prepared drawings of 
the buildings to which our immediate attention was required, with an 
explanation of their present conductors. 

These were considered at a meeting with Mr. Faraday, when he 
explained the principles and their application to the several cases, 
deduced from his copious experiments and scientific observations. 

I bftTe since received from him the accompanying Eeport for my 
signature along with his, but the report is altogether Mr. Faraday's 
and therefore I prefer adding my approval of all it contains in this 
separate sheet, and recommending tliat authority be given to me to 
act upon it. 

I am, Sir, &c. 
(Signed) J. WALKEE. 

Jacob Hebbebt, Esq. 
Trinity House, 



EoYAL Institution, 

27th SepUmber, 1852. 

My beab Sib, 

I fortunately reached the Nash Low Lighthouse last Thurs- 
day, before any repairs were made of the injury caused by the 
discharge of lightning there, and found everything as it had been 
left : the repairs were to be commenced on the morrow. 

The night of Monday, 30th August, was exceedingly stormy, wil^ 
thunder and lightning ; the discharge upon the lighthouse was at six 
o'clock in the morning of the 31st) just after the keeper had gone to 
bed. At the same time, or at least in the same storm, the flagstaff 
between the upper and lower lights was struck, and some com stacks 
were struck and fired in the neighbourhood. It is manifest that the 
discharge upon the tower was exceedingly powerful, but the lightning 
conductor has done duty well — ^has, I have no doubt, saved the build- 
ing ; and the injury is comparatively slight, and is referable almost 
entirely to circumstances which are guarded against in the report 
made by myself and Mr. Walker 22nd September, 1843. 

The conductor is made fast to the metal of the lantern, descends 
on the inside of the tower to the level of the ground, and passes 
through the wall and under the flag pavement which surrounds the 
tower. It is undisturbed everywhere, but there are signs of oxidation 
on the metal and the wall at a place where two lengths of copper are 
rivetted together, which show how great an amount of electricity it 
has carried. 

A water-butt stands in the gallery outside the lantern. A small 
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oopper pipe, 1 inch in diameter, brings the water from the roof of the 
lantern into this butt ; it does not reach it, but terminates 10 or 12 
inches above it. A similar copper pipe conducts the surplus water 
from the butt to the ground, but it is not connected metallically with 
the other pipe, or with the metal of the conductor, or the lantern. 
Hence a part of the lightning which has fallen upon the lantern has 
passed as a flash, or, as we express it, by disruptive discharge from 
the outside of the lantern to this tub of water, throwing off a portion 
of the cement at the place, and has used this pipe as a lightning con- 
ductor in the rest of its course to the ground. The pipe has holes 
made in it in three places, but these are at the three joints, where, it 
being in different lengths, it is put together with tow and white lead, 
and where of course the metallic contact is again absent ; and thus 
the injury there fwhich is very small) is accounted for. The pipe 
ends below at the level of the ground in a small drain, and at this 
end a disruptive discharge has (naturally) occurred, which has blown 
up a little of the cement that covered the place. Some earth is 
thrown up at the outer edge of the pavement round the tower over 
the same small drain, which tends to show how intense the discharge 
must have been over the whole of the place. 

Inside of the lantern there are traces of the lightning, occurring at 
places where pieces of metal came near together but did not touch, 
thus at the platform where a covering copper plate came near to the 
top of the stair railing, but the effects are very slight. All the 
lamps, ventilating tubes, &c., remained perfectly undisturbed, and 
there was no trace of injury or effect where the conductor and the 
lantern were united. 

Inside of the tower and the rooms through which the conductor 
passes there were and are no signs of anything (except at the rivetting 
above mentioned) until we reach the kitchen or living-room which is 
on a level with the ground, and here the chair was broken and the 
carpet and oil-cloth fired and torn. To understand this, it must be 
known that the separation between this room and the oil-cellar 
beneath is made by masonry consisting of large stones, the vertical 
joints of which are leaded throughout, so that the lead appears as a 
network upon the surface, both of the kitchen floor above, and the 
roof of the oil cellar beneath, varying in thickness. in different places 
up to j or more of an inch, as in a piece that was thrown out. The 
nearest part of this lead to the conductor is about 9 inches or a little 
more distant, and it was here that the skirting was thrown off, and 
the chair broken ; here also that the fender was upset and the little 
cupboard against the skirting emptied of its articles. If this lead had 
been connected metallically with the conductor, these effects would 
not have happened. 

The electricity which in its tendency to pass to the earth took this 
course, naturally appeared in the oil-cellar beneath, and though the 
greater portion of it was dissipated through the building itself, yet a 
part appeared in its effects to have been directed by the oil cans, for 
though they were not at all injured or disturbed, the wash or colour 
in the wall above four or five of them was disturbed, showing that 
slight disruptive connections or sparks had occurred there. 
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At the time of the shock, rain was descending in floods, and the 
side of the tower and the pavement was covered with a coat of water, 
This being a good conductor of electricity has shown its effects in 
connection with the intense force of the discharge. A part of the 
electricity leaving the conductor at the edge of the pavement and the 
tower, broke up the cement there, in its way to the water on the 
surface, which for the time acted to it as the sheet of copper — which I 
conclude is at the end of the conductor — does, t.«., as a final dis- 
charge to the earth. Also on different parts of the external surface of 
the tower near the ground, portions of cement, the size of half a hand, 
have been thrown ofi by the disruptive discharges from the body of the 
tower to this coat of water : all testifjdng to the intensity of the shock. 

I should state that the keeper says he was thrown out of bed by the 
shock. However, no trace of lightning appears in the bedroom, still 
there are evidences that powerful discharges passing at a distance, and 
on the other side of thick walls may affect bodies and living systems, 
especially by spasmodic action, and something of the kind may have 
occurred here. It may be as well for me to state that the upper 
floors are leaded together like that of the kitchen. The reason why 
they did not produce like effect is evident in that they from their posi- 
tion could not serve as conductors to the earth as the lower coursewcould. 

The keeper said he had told the coppersmith to make the necessary 
repairs in the pipe, and I instructed him to connect the waste pipe 
and the upper pipe by a flat strap of copper plate. I would recom- 
mend that the lead of the lower floor be connected metallically with 
toe conductor to a plate of copper in the earth. I could not see the 
end of the present conductor, not bein^ able by any tools at the light- 
house to raise the stonework, but I left instructions with the keeper 
to have it done, and report to me the state of matters. 

I am, <&c., 

The Seokbtabt, (Signed; M. EAEADAY. 

Trinity House, 



EDDTSTOjST; LiaHT. — EEPORT of PEorBssoB Faeadat on 
Electrical Phenomenon which occurred thereat on the 11th January, 
.1853. 

BoYAXi Institution, 
Mt deae Sie, 24ih January, 1853. 

In reference to the remarkable stroke of lightning which 
occurred at the Eddy stone Lighthouse, at midday on 11th January of 
this year, and made itself manifest by a partial flash discharge in the 
living rooms, I have to call your attention to the drawing herewith 
returned, and to the circumstai*ces which appear (from it) to have 
accompanied and conduced to the discharge. 

In the body of the stone work above the store-room exist eight 
rint^s of metal ; each going round the building, and each being four 
inches square of solid iron and lead. Also, latterly the bed-room 
and sitting-room have been lined with a framework of iron bars, 
situated vertically, and pinned by long bolts into the stonework. 
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The part of the tower above the floor of the living-room is, there- 
fore, filled with a metallic system, which, with the metal lantern, 
gives a very marked character to the upper half of the structure. 

The recent metallic arrangements (but not the rings) are connected 
with the. lightning rod ; and the copper part of this rod, beginning at 
the floor of the living-room, then proceeds downwards bj the course 
which can be followed in the drawing, and terminates on the outside 
of the rock between high and low water marks. 

Considering all these circumstances, I was led to conclude that the 
conductor was in a very imperfect condition at the time of low water ; 
and I had little doubt that I should find that the discharge had taken 
place when it was in this state, and very probably with a spring tide. 

The day of the stroke was the 11th January — a new moon occurred 
on the 9th, so that it was at a time of spring tide. 

The occurrence took place at midday ; and, according to the tide 
tables, that was close upon the time of low water at Devonport. The 
end of the conductor would then be. 6 feet from the water, if the 
latter were quiescent, and I cannot doubt that this circumstance gave 
rise to that diverted discharge which became so manifest to the 
keepers. Mr. Surges, with whom I have conversed about the matter, 
thinks it probable that, through the violence of the waves, the con- 
ductor does not now descend so much as is represented in the drawing. 

I think it essential that the lower end of the conductor be made 
more perfect in its action ; and I should prefer this being done on the 
out8ide of the tower and rock, if the rod can be rendered permanent 
in such a situation. 

If it be impossible to prolong and fix the lower end of the conduc- 
tor where it now is, so that it shall have large contact with the sea at 
low water, then I would suggest, whether or no, on the more sloping 
part of the rock, about midway between high and low water, three or 
four holes could not be sunk to the depth of 3 feet, and about 3 or 4 
feet apart, and that copper rods being placed in thesCi they should 
be connected together, and the lightning rod continued to them. 

If this cannot be done, then it might be right to consider the pro- 
priety of the making a hole through the centre of the building and 
rock, about 2 or more inches in diameter, and 30 feet deep, and con- 
tinuing the conductor to the bottom. 

A conversation with Mr. Surges regarding the present state of 
the Sishop's Bock Lighthouse, now in course of construction, induces 
me also to suggest the propriety of making provision for the lightning 
conductor as the work proceeds. 

It would be easy now to fix terminal rods of copper, and to com- 
bine them upwards with the work. Considering the isolated and 
peculiarly exposed condition of a lighthouse on this site, I would pro- 
pose that there be two conducting rods from the lantern, down the out- 
side on opposite sides of the tower, each terminating below in two or 
three prolongations, entering as proposed into the rock, or into fissures 
below low water mark, so as to be well and permanently fixed. 

I ftm, &c.. 
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[The present Eddystone LighthouBe, that ie the stone oue erected 
in 1767-59 from Smeaton'H designs, has a total height from low 
water level to the top of the vane of 107 feet. The annexed engra- 
ving shows two conductors, the old and defective one passing down 
tbe left hand side and terminating half waj between high and low 
water level, and tiie proposed new one on the right terminating in 
holes in the rock, — En,] 
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[The foIlowin|; letter would have been placed in Appendix A. along 
with the replies &om British Manufacturers of Lightning Conductors ; 
but it did not arrive until long after they had been printed off. — En.] 

Please find enclosed answer to your questions. In addition to 
manufacturing rods, we have been protecting buildings with these 
rods for thirty years. "We sell in this way at retail from five to six 
hundred thousand feet each year. We also issue a guarantee of $500 
(;£100) on each building that we protect, which we hold ourselves 
ready to make good in case of failure. Now, in this extensive 
business, we have only had to pay one dollar damage done by light- 
ning. We regard this as a practical demonstration that our method 
of protecting buildings with iron rods is as near perfect as it can be. 
There is more profit to be made out of the copper rod, as it is made 
cheaply out of sheet copper, and can be sold much higher than the 
iron rod. But knowing that iron for all practical purposes is the 
best material for lightning rods, we feel it to be our duty to do all we 
can to introduce it. We would most respectfully ask the Conference 
to investigate this question as to what kind of metal is best for rods 
for practical use, iron or copper. Our own late Professor Joseph 
Henry pronounced in favour of iron. We have many facts in rela- 
tion to buildings being struck by lightning which we could give at 
some future time if desired. We have gathered up a large number 
ol points that have been melted by lightning strokes. They are 
melted down about ^ inch. They all look as if the same amount of 
heat had been applied to each, showing very clearly that the quantity 
of electricity in lightning strokes is quite uniform. We have never in 
any instance known of the rod being melted, showing that the rod 
which we use is of sufficient size. 



1 <& 2. We make spiral twisted iron rods weighing 45 lbs. to the 
hundred feet [7| oz. per footj. The rod is of the same sized material 
throughout its length, except that a copper point, plated with silver 
and tipped with platinum, is screwed on the upper terminal. 

3. No proportion is observed between the length and sectional area. 

4. Joints are made by means of copper nuts. 

5. Attached to building by means of zinc strips, or a casting that 
fits closely to the rod, which is screwed down. 

6. The rod extends from 9 to 10 feet in the ground. 

7. A circle twice the diameter of height of rod above roof. 

8. All terminals on the roof are connected. There are never less 
than two ground rods, and these are increased as the number of 
upper terminals are increased. 

We also manufacture copper rods, but do not use them where we 
protect buildings, nor do we recommend them to other dealers from 
the fact that our experience of thirty years has demonstrated that 
iron is the best material for lightning rods. 

COLE BEOTHEES. 
MouKT Pleasant, 

Iowa, United States. 
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A colliery chimney near Sunderland, 180 feet high, was struck by 
Lightning, November 13th, 1878, and I was sent for to repair it. 
Upon getting to the top, which was about 15 feet diameter, I found a 
great many of the bricks displaced, and the upper terminal of the 
conductor (which was a tube 0*50 in. internal, and about 0-62 in. 
external diameter, and which had stood about 1 foot above the top 
of the chimney) had been fused and was lying on the top of the 
chimney, it was quite brittle, and easily broken by the hand. The 
upper 10 feet of ^ inch wire rope was in a similar state ; it seemed 
as if it had been passed through an exceedingly hot furnace, and 
I rubbed it to dust in my hands. This 10 feet length was above the 
first holdfast, below the holdfast the wire rope was perfectly good. 
The holdfast was one of those which are driven into a wooden plug 
let into the wall and pinned tightly down on the rope, which had 
been badly bruised in the fixing — in fact, knocked almost flat. I 
believe that this was the cause of the accident, and that the lightning 
travelled down as far as this holdfast, and there meeting obstruction, 
returned destroying the wire and rod and shattering the brickwork. 
The earth connection was good, the end was buried in a trench 2 feet 
deep and 15 feet long. 

T. MASSINGHAM. 

NBWCASTLIB-OISr-TTNB. 



I have been in communication with several of the principal brick 
builders here by whom the great majority of the chimney stalks in 
Glasgow and the west of Scotland are erected, and I believe the 
foUowing statements may be taken as correct : — 

(1) Very few stalks under ninety feet in height have lightning 
conductors, but, as a rule, the higher stalks have conductors. One of 
my correspondents says that " this rule holds good in four cases out 
of five.'' 

(2) A chimney being struck by lightning is an extremely rare 
occurrence in this district. One buHder of long experience (Mr. 
McBoni^d) says, " I have known of several stalks that were struck 
by lightning, that had no conductors. I cannot point to one that 
was struck by lightning and had a conductor." Another firm of old 
standing (Allan and Mann) say — "In our experience we have not 
known of a chimney stalk, with lightning conductor fixed, damaged 
by lightning." Another firm (Bell, Homsby and Co.) say — "In 
our experience we have not known an ordinary stalk with or without 
a conductor struck by lightning,'' and Mr. Goldie says — " During the 
last twenty years I can remember only one such case," and he is 
not sure whether the stalk had a conductor or not. There are three 
cases known to have occurred in Glasgow, but I never heard of any 
others among the hundreds — I may say thousands — of chimneys 
which are here. The great stalk at St. Bollox was struck shortly 
after its erection. A stalk at the works of Messrs. Alexander Paul 
and Co., was struck about nine years ago. Mr. Goldie makes the 

N 
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remark — ^and I think it is well worthy of notice^that in all these 
cases the accident happened shortly after the completion of the stalk. 
In these circumstances the stalk would still, no doubt, contain a large 
amount of moisture. 

I think the St. EoUox stalk had a conductor fixed before it was 
struck, but I am not aware whether either of the others had. 

Mr. Higginbotham (Todd and Higginbotham) tells me that the 
stalk at their works was struck before it was quite completed. It 
was very slightly injured. It was afterwards struck as mentioned in 
mj letter. On that occasion it had a lightning conductor. 

The damage done was not very serious, but necessitated the 
binding of the st-alk with nimierous iron hoops — as thus strengthened 
it still stands. Mr. Higginbotham says that the opinion at the time 
was that the conductor saved the stalk from complete destruction, 
but that it was too small. 

They, therefore, had it replaced by a much heavier one — copper 
rope fths of an inch diameter, kept 1^ inches from the brickwork by 
glass insulators — which still remains. 

J. HONETMAN. 
140, Bath Stbeet, Glasgow. 



There was no lightning conductor of any kind at Wells Church. 
The electric fluid struck the east side of the Tower just above the 
ridge of the nave roof. The tower stands, or stood, at the west end. 
I enclose an account of the fire from a local paper : — 

Wells. — Total Destbuotion of the Chuboh. — "Near mid- 
night of Saturday last, August 2nd, 1879, a terrific thunderstorm 
burst over this town and a large district around, causing most 
intense alarm and unfortunately ending in sad disaster. The 
storm raged throughout the night, and was accompanied in many 
places by a perfect deluge of rain. Between three and four a.m. 
of Sunday, the 3rd, it appeared to reach its height, the lightning 
being of a most vivid and alarming nature, and the thunder reverber- 
ating in continuous peals. A lull then occurred, but between five 
and six a.m. the storm again burst out with great fury, and at 5.50 
the electric fluid struck the church on the eastern face of the tower 
immediately above the apex of the roof, driving out a large portion 
of the stone work, the flints fljing hundreds of feet around. One 
large stone fell upon the roof of a house, near the east window, and 
penetrated to the room below, which was fortunately unoccupied ; 
but the tenant, Mr. E. Wharf, who slept in the next room, was 
aroused, and one or two persons in the road seeing what had occurred, 
and observing smoke directly after issuing from the roof of the church, 
raised an alarm of fire, which quickly awakened the whole town. 

B. M. PHIPSON. 

NOBWIOH. 
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The first visible injury to Wells Church was the ** skinning ** of a 
portion of the tower (about 10 feet high by 5 feet broad) extending 
downwards from the east window of the tower {i,e^ the window which 
looked over the roof of the nave,) to the point at which the lead- 
covered nave joined the tower. The lightning is believed to have set 
fire to the roof at this point, and also to have travelled along the lead 
roof to the chancel, and in crossing the vestry to have ignited the 
surplices, as the church was seen to be on fire at both ends before the 
middle was touched. The *' skinning " was accompanied by great 
disruptive force, as the stones from the tower were not only shot the 
full length of the church, but one large one fell on the roof of a house 
60 feet beyond the east end of the church. 

Wells, Nobfolk. F. LONG. 



As your questions in the Times of to-day allude only to protection 
to buildings from lightning, I need not say anjrthing on the perfect 
protection afforded to Her Majest/s ships by the conductors of Sir 
Snow Harris, from the time they were used in every ship in the 
service. 

H.M.S. " Beagle,** Commander FitzBoy, was one of the first ships 
fitted with them. At Monte Video a heavy shock of lightning passed 
down the mainmast and through the ship without doing the slightest 
injury ; but as the vane staff which tapered to a fine point, was fused 
at the point, it enables me to answer one of your questions. The 
copper was melted till the diameter was about one eighth of an inch, 
but below that point the conductor was not injured in any way. 

You will like to know a case in which a copper wire acted as a 

Serfect conductor, though fused throughout its length. It was at 
lonte Video, in the house of the English Consul, a flag-staff was 
struck, and conducted the lightning through a flat roof, near the bell 
wire of a suite of rooms (the wire ran in sight near the cornice) through 
a hole in each dividing wall, and then down to the bell in the base- 
ment ; the wire was melted into drops like shot, which burnt a row 
of small holes in the carpet of each room. A dark mark, on the 
cornice above, showed where the wire had been. At the bell there 
was a slight explosion, and some little damage, but I do not recollect 
whether anything acted partially as a conductor from that point, and 
so carried off that pmH; of the charge. 

This, I think, shows that even an ordinary bell wire will act as a 
conductor for a rather strong stroke of lightning, as the large flag- 
staff was shattered. 

I am anxious to call the attention of your conference to a point 
that it will be interesting to clear up. That is, whether a conductor 
should be a solid rod, or in a shape to give the largest amount of 
surface in the section ? When I tell you that Faraday and Harris 
each told me that the other "knew nothing about it," because they 
differed entirely on this point, I think you will see the importance 
of it. I had at the time to approve of the conductors for lighthou3es. 
I will, if you wish it, give you more particulars on this point, as I 

n2 
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beliere it has never yet been settled : ligbthouses having been fitted 
with Faraday's, and ships and public buildings with Harris' con- 
ductors. The one being a solid bolt, the other a hollow tube or 
double thin plates. 

If Harris was right there is an unnecessary amount of copper in 
Faraday's solid conductors; if Faraday is right, there is an unneces- 
sary outlay in putting a given amount of copper into the shape of a 
tube, instead of using it as a solid rod. 

B. J. SULIVAN, Admiral. 

P.S. — Tou should get from the Trinity House particulars of a case 
in which, with a good solid conductor, the iron floor of a lighthouse, 
aided by some lead in the wall, diverted the lightning from the con- 
ductor, and caused damage inside. I think it was a Portland light- 
house, but it is so many years since that I may not be right. 

Tbsgen, Boubnemouth. 



Three or four years since, I was looking out of my office window in 
Finsbury, when a flash of lightning struck the tower of the church of 
St. Giles', Cripplegate, towards which my sight happened at the time 
to be directed. As a portion only of the flag-stajf, placed at one 
comer of the tower, was destroyed, I obtained permission to ascend 
the tower and discover the reason. I found a substantial copper 
rope conductor fixed in a somewhat careless fashion to the back 
of the tower, and passing some distance into the earth. This copper 
rope was about an inch in diameter, and was carried upwards, 
under and over several projections and cornices, and across the roof 
of the tower to its centre — where it stood erect, and evidently did its 
assigned work admirably. Clumsy and unsatis&ctory as the fixing 
of this bent copper rope seemed to me to be, it is quite certain that 
it was most efficient ; and had it not been for the flag-staff, capped 
with lead, which was carried up considerably higher than the copper 
rope, no evidence whatever of the lightningps path would have been 
revealed. As it was, the discharge of lightning struck the leaden cap 
of the flag-staff, and descended down the wet, wooden pole, until the 
summit of the copper-rope conductor in the centre of the tower was 
reached, when the discharge flew across to the metallic earth con- 
ductor, leaving the lower part of the flag-staff unhurt, but shattering 
to splinters that portion which was higher than the summit of the 
copper rope. 

BICHAED HEEEING. 

27, St. Maby's Eoai), Highbtjbt. 



A small public-house of mine (the " Wheatsheaf ") stands at 
Trolley Bottom, in the parish of Flamstead, between St. Albans 
and Dunstable. On Wednesday, August 6th, 1879, about 2 p.m., 
during a storm, not otherwise very severe, my tenant was seated 
by the tap-room window (A on the plan) his wife being seated opposite 
to him, and having the window on her left, whilst she held her child 
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with her right hana ; there were at the same time in the room about 
five men besides. A aharp flash of lightning occurred, and the poor 
woman (when the smoke deared away) was observed to have faUen 
backwards. She gasped twice, never spoke, and died immediately, 
and bore no further mark of injury, I understand, than a slight mark 
as of scorching on her neck, below the left ear. I fail to recollect 
whether her clothing was scorched or not, the child's shoe and sock 
were both burnt, but she, herself, was unharmed. All present were 
sensible of an atmosphere heavily laden with sulphurous fiimes ; but, 
excepting aa above, were absolutely unhurt. 

On visiting the house about a week afterwards, with a view to its 
repair, I found a small round bole as if made with a bullet in a 
pane of the window (A) close to which the woman was sitting, but 
could discover no further injury either to the other panes, the window- 
frame, the floor, or anything in the room. In the parlour, B, the 
window-frame was violently wrenched outwards two or three inches, 
several of the panes were broken, one sash-line being scorched, as also 
the frame and linings in places, especially in the neighbourhood of the 
sash-weights (iron). The wooden chimney-piece E, was slightly 
moved from its position, the various articles upon it were scattered, 
and a bottle of ink which stood there, was thrown with some violence 
to the ceiling. The upper part of the chimney to that room, G-, and 
a portion of the wall, of wHch it was a part, forming the gable end to 
the house were shattered, and at H a stout post, contiguous to the 
house wall, and supporting the roof of a lean-to, was split and 
wrenched from its position. The windows and fra,mes upstairs, C 
D, were in the same state as that at B. The chimney, K, to the tap- 
room, was quite uninjured, and no harm was done to any part of Uie 
back of the house. 



xLsvxnois. PLAN. 

Flamstead is about four miles from Luton, and six from St. 
Albans, and stands on high land. Trolley Bottom is a hamlet half-o- 
mile distant, and is, as its name implies, low-lying. My house is, 
perhaps, the lowest in position there. It faces the North-West. 

I fear that my experiences will be found to have but little bearing 
upon the main point you have in view, viz., the comparative merits of 
diflerent descriptions of Lightning Conductors. I venture to think, 
however, that they are not altogether without interest as illustrating 
the eSecta of lightning in a by no means exposed situation. 
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I am writmg oiil j from memorj what was told me at the time, and 
should you desire further information on anj points, shall he happj 
to endeavour to obtain it for jou. 

It would interest me yerj much to know how it is to be accounted 
for that, whilst in the room in which the poor woman was struck, no 
further damage was done, other parts of the house were, comparatively 
speaking, wrecked. 

JOHN EDWABD GEOOME. 

KiKo's Lahglkt. 



I was in a house at Cannes (France) belonging to my late father 
on the occasion of its being struck by lightning about five or six years 

ago. 

The storm in which it occurred was a very short one, consisting of 
only four explosions, every one of which took effect on some building 
in Cannes. 

The rain was falling in torrents, and to this I consider we owed 
our safety as the shoots and stack-pipes being full of water acted as 
conductors. The villa stood high, but another bmlding very much 
higher, and on higher ground, was within 100 yards. The lightning 
struck the metal cowl of a brick chimney, which, being an addition, 
was led down outside the walls of the house. 

In the explosion the front of the grate of the room to which this 
chimney belonged, together with fire-irons, &c., were all projected 
across the room (a large one), about 30 feet; but no marks of 
lightning having entered the room were apparent. In fact the light- 
ning after blowing up this chimney, together with much of the roof 
and wall of the house (great portions of the solid masonry of which 
I found 50 and 60 yards off !) appears to have lefl the chimney and, 
taking the course of the iron shoot round the house, to have cQvided 
into three streams, each of which ultimately found its way down a 
separate stack-pipe, melting in its way ^ the soldering of the joints, 
but otherwise leaving them uninjured. 

One stream passed thus into a well, the door of whidli (locked the 
night before) was burst open, I presume by the sudden expansion of 
the air, another stream of the electric fluid passed into an under- 
ground drain, which it burst up, hurling into the air the trees 
planted above it, the third passing across a level asphalt roof, which it 
melted in spite of the water lying on it, descended into the earth 
harmlessly. 

You -vnll see by this that the amount of electric fluid must have 
been very great to require all these modes of dispersion, and it sug- 
gests the question whether the diameter of the ordinary conductors 
would be sufficient to carry off so great a stream. Of course, in this 
case, there was no conductor, and therefore no means of testing it. 

H. EADCLIFFB DXIQMORE. 
Thx Lodge, 

Pabkstone, Dobset. 
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Thank you very much for the Pamphlet, which I have read with 
great interest. Messrs. W. & W, (page 6) state that conductors 
in masts (like Harris's ) are '' most objectionable." The best answer 
to that is : that while ships were struck in the Navy, and lives lost 
every year before they were introduced, no ship fitted with them ever 
received the slightest damage ; and since all ships were ordered to be 
fitted — now about 30 to 36 years — I have never heard of the slightest 
damage, or the loss of one life — that fi^st upsets all theories on the 
subject ! 

Then connections between the higher and lower masts, and 
especially at right angles, are objected to on the ground that at a 
bend the conductor may be fused ; such a thing was never heard of in 
the thousands of conductors that must have been fitted in the navy. 
Even if the movable plate were turned back the lightning following 
the longest conductor would leave one mast for the other, as the 
conductor went right over the mastheads,, and the two conductors 
nearly touched each other. 

At Spring G-rove, near Isleworth, the church had a high spire 
which was fitted with a conductor, but the Vicarage was struck and 
some damage done to it, though, I think, much nearer to the tower 
than its height. I believe many are contented with one or two 
conductors to a building that should have many more. My small 
house here is about 70 feet long by 38 feet wide, and I have seven 
conductors — one to each chimney. 

K it is once decided beyond despute, that copper conducts in propor- 
tion to its volume ; then a rod, or flat-plate, of about the propoi^ions of 
one to four or five, for the purpose of fitting closer round projections, 
would be the cheapest and simplest form ; but if it conducts in pro- 
portion to surface then of course a tube, double plate, or wire rope, 
would give the greatest protection at a given cost. 

I firmly believe in the surface theory of Harris. I had been with 
him oft^i when he made experiments nearly fifty years since, and 
witnessed a strip of tin foil of the thinnest kind, and about | inch 
wide, protect a model mast of about six inches in diameter from 
electric shock, that without it split the mast to pieces, aided by a small 
hole through its centre filled with gunpowder. And I* always thought 
that the sinrface-conducting theory of Harris was indisputable. But 
about 20 years since, having to approve a proposal of the Trinity 
House for a new conductor of a Lighthouse, which, like previous ones, 
was an inch in diameter copper rod called '* Faraday's Flan," I thought 
1 would go up to the !Royal Institution and ask him why he did not use 
a copper tube instead, giving much greater conducting power with less 
copper. I did so, and he asserted positively that the conducting 
power depended entirely on the volume of copper in the section of 
the conductor, no matter whether it was in a bolt, plates, or tube ; 
and that if Harris said dilPerently, '^ He knows nothing whatever 
about it ; " of course, I approved the rod conductor. But singularly 
enough, though I had not seen Harris for years, he came to town a 
few days afber, and came to the Board of Tiade to see me, and bring 
me a piece of his large tube conductor, with a connection, that he 
was fitting to the Houses of Parliament. When I told him what 
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Faradaj's opinion was, he answered, " Then he knows nothing about 
it." I was still inclined to believe in Harris ; but a few years after, 
a young Indian E.E. Officer — Lieut.-Col. Stewart — whose death not 
long after was a serious loss to the service, was sent home to procure 
the electric cables for connecting different Indian ports. I was asked 
by the Secretary of the Indian Office to give him all the help I could. 
One day he came to me with a piece of the cable he proposed using. 
Inside the iron vnres was a single stout copper wire about tV of an 
inch in diameter. I asked him why he had not the central wire of 
several strands as usual, as I believed it would greatly increase the 
conductive power. He said that he had carried out a number of ex^ 
periments on this point before deciding ; and that he was satisfied the 
conducting power depended on the amount of copper in the conductor, 
and consequently a solid wire was better than one of the same sizse 
made up by twisting small wires together. . 

This of course shook my confidence in Harris' theory ; but it is a 
point that can be easily decided by experiments on a larger scale ; 
and I hope your Committee will be able to decide it finally. 

Messrs. W. Sc W. prefer to a conductor on the masts a wire rope 
carried down from the truck, stopped to a back stay. The following 
fact will show its danger : — A French frigate, some Mty years since, 
had one so fitted as an experiment ; while striking T.G. masts the 
conductor formed a large bight as the mast was lowered; a man 
standing on cap or cross-trees — I forget which — formed a shorter 
conductor between two parts of the wire rope and was killed without 
any other damage being done. 

B. J. SULIVAN. 

BOTTBNEMOUTH. 

With reference to your recent letter in the " Times," I shall be 
glad if you wiU inform me whether there has come under the con- 
sideration of the Conference the question of lightning conductors on 
board iron i^ips with iron masts ; for my part they would seem to 
be useless, and that if the iron mast have sufficient metallic communi- 
cation, tharaugh the bottom, with the outside of the ship either by 
means of the screw shaft or in some other way; no additional con-, 
ductor, copper ribbon, or strip, down the masts and along the decks 
over the ships side, or copper tube down the shrouds and over the 
ship's side could be of the slightest benefit. 

In some ships one or other of these arrangements has been adopted, 
and in others both have been applied at same time. 

C. M. L. McHAEDT. 
FebIit Hill Cottagb, Wiin)S0B Fobest. 



I have observed your letter in " The Architect " of Saturday last. 
With reference to the subject on which it treats, I chance to have 
noticed since my residence here (a period of eight years) what I 
suppose to be an unusual frequency of lightning striking objects 
immediately round this spot, and the neighbourhood generally. 
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This inference is suggested hj the &ct that within the period 
mentioned lightning has fallen within fifty yards of the same spot 
three times — that this summer (one of those occasions) two other 
houses, both (say) within 500 yards in a direct line from this spot, 
were also struck — and generally, I belieye, more objects are struck in 
this neighbourhood than usually happens to be the case. 

My idea may be a fallacy, for I have no sort of statistics by which 
to test it ; but if you suppose it is not so, and if such points come 
within the scope of your inquiry, I should be glad to send you a map 
marked with the spots where, and the dates when, lightning has fallen 
in or near this town. The only local peculiarities I notice are : 1. 
An unusual number of houses close to this have lightning conductors 
(a mere coincidence, and not placed there on any impression like my 
own). 2. We are at the bottom of a deep bay ot parabolic plan 
which may influence the movements of electrical disturbance. 3. A 
soil of sand and gravel containing much oxide of iron. 

A. BALDET. 
Athelioiy, Boubnemouth, Hants. 

[Mr. Baldry kindly supplied the map, and we find that a half circle 
of half a mile radius struck from the clifE-edge half a mUe west of 
Bournemouth Pier includes the churches of St. Peter, with one con- 
ductor, and Holy Trinity with three ; eight private houses with con- 
ductors, of which four houses have one each, and the other four have 
two, five, six and seven respectively, and within this area six objects 
are known to have been struck — three in the year 1879, two in 1871, 
and one in 1870. "We do not know of any English locality where 
there are so many houses with conductors ; but there are many more 
remarkable cases of repeated injury within small areas— «.^., in one 
storm in June, 1878, there were at least eight separate buildings 
injured within a circle of half a mile radius struck from the Metro- 
polian Cattle Market in the north of London. — En.] 



It occurs to me that it is worth while for the delegates of the 
Boyal Institute of British Architects to raise the question, and, if 

Eossible settle, whether or not the gas pipes which permeate many 
uildings might or might not be utilized as lightning conductors ; 
and whether any risk of gas explosion would be incurred thereby. 

In my own practice there occurred the case of a lofty building, with 
a domed roof, and a sun-burner with a 1| inch gaspipe to supply it, 
rising to the summit of the dome, and a large iron cowl over the 
sun-burner. 

The same circumstance occm^s in most modem theatres. If the 
cowl were struck by lightning there was perfect metallic connection 
thence to the street gas mains — and one of larger sectional and super- 
ficial area than an ordinary lightning conductor would give. 

H. D. DAVIS, 
2, FnrsBiTBy Cibcixxs, Gitt, E.C. 
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lightning conductors bave been a great hobby with me for 
manj years, and I have induced a great number of clergymen and 
others to fix them to their towers and houses. During my time 
in the navy and merchant service I witnessed many fearful effects of 
lightning, and for the last thirty years I have been striving to per- 
suade my friends to secure their houses fi*om these terrific visitations. 
On the 24th December, 1699, the upper half of the fine steeple of 
this town was hurled to the ground, and a large portion of the church 
broken in. Pinnacles were then substituted for the upper portion 
of the steeple, to which I have had an efficient conductor attached. 
As far as I can gather from records, and from the abortions so fre- 
quently substituted for the original pinnacles of towers, I have come 
to the conclusion that nearly every tower in this country has been struck 
by lightning during the last 400 years, when nearly all the towers 
were built. Many years since, the Illustrated News gave a sketch of 
a beautiful steeple (in Norfolk, I believe) destroyed by lightning. It 
was stated that this was the second steeple which had met with so 
sad a fate. After the destruction of the first, a second steeple was 
built by subscription, at a cost of £1,000, and the scaffolding had 
been removed only ten days when, during a terrific thunderstorm, 
this second steeple was entirely destroyed ! I wrote immediately to 
the incumbent to ask about the conductor^ and his answer was that 
none had been fixed, but that it was quite decided that an efficient 
one should be attached to the third UeepU ! This would almost appear 
incredible, and I regret that I did not dot down the name of the 
Parish and other data, but I think it was about 20 years since. 

The conductors I recommend are simply copper rods of | inch 
diameter, attached to the highest chimney, and brought to the ground 
two or three feet under the surface. When buildings are longer than 
they are high, I always advise a conductor at each end. I generally 
place the conductor four or five feet above the chimney, and bring it 
out from the base of the building. Where a steeple or pinnacle has 
a vane it is only necessary to fix the conductor to the base of the 
spindle. Sir W. Snow Harris recommended much heavier copper 
conductors, but their great expense has prevented their adoption. 
The old conductors in men-of-war were composed of long copper links, 
of which nine feet went to the lb., and these were always efficient 
when in place. Now of J inch copper rod there are ovlj jwefeet to a 
lb., so that I give a larger margin for security. 

JAMES UDDELL. 

BonMiK. 



I observed your notice that you required information in reference 
to lightning and lightning conductors. A case was brought to my 
attention last year which occurred in Middlesborough. I enclose 
you particulars of the same extracted from my report, together with 
a tracing shewing the elevation and plan of the chimney shaft which 
was struck with lightning. 

BALDWIN LATHAM. 

7, Westminster Chambebs, YioTOSiiL Stbeet, S.W. 
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A, Wooden cover over boiler. I d. Iron flue into chimuey. 

B. Boiler. K. Conductor. 

c. Iron disinfecting appfttatiu. | * Position of fracture. 

Extract from a Letter from Mr. E. J). Latham, C.E., Borough 
Surveyor of Hiddleeborou^h, dated October 11th, 1878, with 
reference to the striking by lightning of the chimney in connection 
loith the washhouae at tM Middleaborough Fever Hospital at 
LAnthorpe : — 

" The chimney, vhich is a brick one, is about SO feet high and 
6 feet square at the base and stands at the north end of the wash- 
house, as shown on the accompanying sketch. The conductor, a gths 
inch copper rope, is fixed on the south side of the chimney with 
hold&ste, no insulators, and finishes in the usual manner, about 2 feet 
above the top. The conductor is carried under the ground for a dis- 
tance of about 9 feet from the chimney, and terminates at a depth of 
about 4 feet in hard, rather dry clay, the end being wrapped about three 
times round a common, brick buried in the ground. Ab a distance of 
about 9 feet above the ground at the same side as the conductor, and 
only about one foot from it there is a fracture in the brickwork where 
the electric fluid appears to have penetrated the chimney and gone a 
short distance down the inside, to the floe connected with the iron dia- 
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infecting apparatus, which stands at the side of the clothes boiler, as 
shown on the plan. The stone work of the top of the boiler was 
broken and other damage done." 

Extract from the reply of Mr. Baldwin Latham^ C.E,^ to the above 

communication : — 

'' It is no uncommon thing for buildings provided with what are 
called lightning conductors to be damaged by lightning, and the cause 
is due to the inadequacy of the conductor to carry the electric fluid, 
which will leave the conductor for a better or a larger conductor. 
Wire ropes are found to be one of the worst forms, the same amount 
of metal when applied in a solid rod or ribbon is far more efficient, as 
it offers less resistance than the strands of a rope. You say your * 
conductor is perfect, but by examination of the drawings it will be 
seen that the lightning descended the conductor to a certain point«* 
At this point the iron flue enters the shaft, but some distance from 
the conductor; the mass of metal located there was a better conductor 
than the rope, so that in leaving the rope for the better conductor, 
the electric fluid passed through the brickwork and caused the damage. 
If the boiler and flues did not join in metallic communication, damage 
would arise from the fluid passing from the flue to the boiler, and if 
the boiler were not in metallic commimication with the earth, farther 
damage would arise when the fluid left the boiler for the earth. It is 
well known that electricity of high tension will leave small conductors 
for large ones, and the knowledge of this fact is made use of in pro- 
tecting the telegraph system throughout the country. Many build- 
ings and chimneys have been struck that have been fitted with 
so-called lightning conductors. A perfect system of protection 
against lightning consists in linking together all the conductors about 
the buildings. Such was the system introduced by Sir W. Snow 
Harris and adopted by the Government." 



Reply of Dec. 12<7i, 1878, acknowledging receipt of Mr. Baldwin 

JLathanie Letter. 

" I am directed by the Town Council to tender you their thanks 
for the trouble you have taken, and the valuable information you 
have given with reference to the lightning conductor at the Middles- 
borough Eever Hospital. 

GEOEGE BAMBEIDGE. 
Town, a»rk. 
GoBPOBATiGir Hall, Middlesbobouoh. 



Suhsequent action. 

At the suggestion of the Engineers of the Telegraphs in' the dis- 
trict, the earth portion of the rope has been imbedded in a mass of 
coke, and a quantity of old iron has been placed at the bottom of it, 
to counteract the influence of the boiler and disinfecting apparatus. 
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1 beg to report an incident which occurred on board the barque 
" Southern Queen," from Pensacola, while coming up Channel on 
the morning of the 30th of December, 1879, the Eddystone Light- 
house bearing about north, dist. 20 miles. At 6 a.m. of the above 
date, saw a terrific squall rising in the W.N.W. point of the horizon, 
with vivid Lightning in it. 

We immediately reduced sails down to lower topsails and foresail, 
and about 7 a.m. the squall of wind and hailstones overtook us : it 
blew furiously for about twenty minutes, and in the height of the 
squall a thunderbolt broke on the ship, shattering the main royal 
mast-head, thence the Lightning ran down the main royal stay to the 
fore topmast head, and shattering that also. Thence it ran down the 
chain of the fore-topsail haulyard and shattered about a fathom of 
the chain in bits. When the bolt struck the ship it made a report 
like a hundred ton gun fired ofi*. The concussion on the ship threw 
every man off his feet. It filled the cabin with smoke, and also the 
hold : the smoke had a sulphury smell ; also all the compasses in the 
ship were so magnetized that they were flying right round. 

And on arrival into the Commercial Docks we observed that a 
plank on each side of the ship, in the wake of the main chains, had 
been blovTn out by the Lightning. On thid port side the oakum has 
been blown out of the seams, and the edges of the planks shattered. 
Since the ship has lightened up out of the water, we have discovered 
that the electric fluid has passed out by a copper bolt, cut the 
copper sheathing in the shape of a star, and turned it back. 

Any further particulars I will be most happy to supply if required. 

D. MOEQAN, Master, '' Southern Queen." 
17, Lime Stbbet, LoNDOir. 

[Two of the delegates visited the ship, but with the exception of 
learning from the mate that he saw '' a ball of fire descend from the 
mizen and go over the port side " they had not been able to obtain 
any additional particulars. They obtained some fragments of the 
broken chain, a much rusted iron one, weighing however about two 
pounds per foot. — Ed.] 



The patterns of lightning conductors obtained from Messrs. Hart, 
as requested, are an improvement on the first "Spratfs Patent" 
purchased by the above-named firm; the original was a mixture 
of copper and zinc wire, which, when it was exposed to a wet and 
smoky atmosphere, a galvanic action took place and soon destroyed it. 

About two months ago I engaged Messrs. Davis, of Derby and 
Newgate Street, to test a rope of the above construction that had 
been fixed about ten years at No. 1, Aberdeen Terrace, Blackheath, 
and I was present at the time, and though we had a very powerful 
battery we could not get a current through any part of it, as both the 
copper and zinc had decayed : the copper wire is not stout enough 
to allow for corrosion in this climate. 

St. Michael's Church, Blackheath Park, with the needle spire, as 
we call it — built just fifty years ago — had a J inch iron rod ; and as 
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it now runs through the new vestry just built I have advised the 
churchwardens to bive it tested, and thej are going to have it done 
in the course of a week or so. 

St. Alphege Church, Greenwich, has a ribbon of copper about 
1^ inches wide by ^ inch thick, and that has been up many years, and 
is as sound as when it was fixed, for I examined it about two 
months ago. 

I have advised the owner of No. 1 Aberdeen Terrace, to have a 
ribbon of copper, as I am certain that wire ropes are not to be 
depended on in this climate. 

Moping these few remarks will not be deemed out of place, 

CHAELES J. HBBYET. 
95, Blaoehbath Hill, GsisBirwiOH, S.E. 



I have the honor to forward notes of an accident from 
lightning, which I lately witnessed, having been informed that your 
Committee desires such information. 

The very rough sketch which I attach is, I believe, accurate ; but I 
was only allowed to look in at the door while a strong light was held 
within, and to view the outside of the building. A native draughts- 
man belonging to the office, however, was flowed to make some 
measurements, which he communicated to me. 

It seemed to me that the case was worthy of record, because the 
building was so little injured. 

JOHN ASTED, Lieut.-Col. E.E. 

Masttlipatam, 

MAnBAB Pbesidenct, 

nth May. 1878. 

May ^ihy 1878.— Camped at Pedda Kondur, a village on the west 
bank of the Kistna river, about 10 miles below Bezoarah anient. All 
the morning there was a southerly wind blowing unsteadily ; by noon 
it fell calm, and was very hot, clouds gathering in the east. Soon 
after mid-day thunder was heard to the east, and a storm was evi- 
dently approaching. About 3 p.m. wind began to blow from the east, 
and soon rose to a gale, bringing thick clouds of dust, and the thunder 
sounded very near. It rained rather heavily, which laid the dust, 
and black clouds could then be seen overhead, and nearly all round : 
the thunder, which was very loud, sometimes sounding quite over- 
head. By half-past four the rain had slackened, but thunder was 
almost incessant, and very loud. Just at this time a stream of light- 
ning descended within 80 yards of the tent, and was accompanied by 
a tremendous explosion. The lightning struck a small pagoda near 
the^ village, and some of the natives said that they observed smoke 
rise from the summit when the lightning descended. 

The accompanying rough sketch will show what the building is like. 
The main part of it is a square pyramid, each side of the square, out- 
side measurement, being about 18 feet ; height of apex above ground. 
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S2 feet. Built on to one side of the pyramid is an entrance chamber, 
with flat roof, about 10 feet square, and the same in height. The 
apex of the pyramid is surmounted by a metal (probably copper) 
finial, about 1 foot in height ; the ordinary attachment of such a finial 
to masonry is by means of a small stake built into the masonry, on 
which the finial — which is cast hollow — is fixed, and round which it 
is plastered with mortar. 



The interior of the pyramid forma one room, about 10 feet square, 
with a domed ceiling, the thickness of the dome at crown being 2j 
fe^. In the centre of this room is plaoed the idol, in this case a 
lingam, or cylindrical stone pillar, 1 foot 4 inches high, and about 9 
inches in diameter, which stands on a square hollow stone tray (not 
out out of one stone, but fitted in two or more pieces) in which the 
offerings of ghee, &c. are placed. This tray has a small spout on 
each face to carry off the liquid ghee and water with which the priests' 
ablutions are made. The tray is raised on masonry, bo that the 
height of the top of the lingam is 3 feet 4 inches from the floor. The 
floor of the room is 1 foot above the surrounding ground ; there is only 
one doorway leading from the poreb or entrance room aboye men- 
tioned ; and the sacred edifice is closed by a substantial wooden door, 
with iron hinges and loch, on the outer face of the entrance chamber. 
The whole building is of brick in mortar, unplastered, and presents 
the appearance of being weather worn. 

The pagoda is at a distance of about 20 yards from some low native 
houses, and stands in an open apace, on two sides of which is the 
native village ; round the houses are some trees, moatly of small sizo, 
but within 50 yards of the pagoda are two aeparato trees, which 
certainly exceed it in height. The village is situated on the margin 
of the Kistna river, and the surface of water in wells ia at least 10 
feet below the surface of the ground. 

The lightning struck the metal finial on the top of the pagoda, and 
passed vertically through the dome, travelled along the east side of 
the lingam without leaving any mark, and bored a small round hole 
in the stone tray beneath it, passing into the ground below without 
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disturbing the idol or its foundation. The hole in the tray was not 
quite large enough to admit the point of a little finger, and it was 
situated on a joint of the stone, a place where moisture would pro- 
bably linger. The finial appeared undisturbed, but the masonry im- 
mediately round its base was shattered, and a shower of pieces of 
brick and mortar was sent from the top of the pyramid and scattered 
over the ground on the east side to a distance of about 20 feet from 
the base. The masonry of the apex of the pyramid was cracked in 
three places, and a smidl hole was bored in it, on the east side of the 
finial, apparently about the same size as that in the stone tray ; but 
otherwise the masonry of the building appeared totally uninjured — 
not a crack could be found anywhere. 

The soil at this place is a clayey loam, rather lighter than the 
ordinary delta alluvial soil. 

When the building was struck a sulphurous smell was noticed. 

JOHN ASTED, Lieut.-Col. E.E. 
Masvlipatam, 
17ih May, 1S7S. 



Ibish Lights Office, Dublut, 
13ih March, 1880. 
Sib, 

Adverting to your letter of the 13th ultimo, I have now the 
honour to forward herewith for the information of the Lightning Bod 
Conference copies of two Beports relating to the lighthouse at Bere- 
haven being struck by lightning, in 1877, which, no doubt, is the 
Station alluded to by Professor Tyndall in his conversation with Mr. 
Liglis, of the Trinity House. 

I am. Sir, 

Tour obedient Servant, 

W. LEES, Secretary. 



Ibish Lights Offiob, Dublut, 
February, 1877. 
Sib, 

I most respectfully beg leave to state that, in accordance with your 
instructions I proceeded to Berehaven Lighthouse, and on my arrival 
at that station I made a very careful examination and found that the 
lightning was conveyed into the lantern by the iron stay bars that 
were connected to the lightning conductor at a collar about 5 feet 
over the gutter on the outside of the dome for the purpose of securing 
it, and bolted to the dome of lantern by iron bolts. After bursting 
off the several coats of paint at the heads of the bolts, it put out the 
lights, breaking the gk^ses, and knocking down both light keepers 
insensible ; it having twisted off the lead voice-tube where it was 
secured to the side of the lightroom by a holdfast, bursting out the 
stone sheeting between the iron pillars supporting the marble top ; it 
then passed tibrough the voice tube to the principal keeper's bedroom, 



( 209 ) 

where it biirst out the studding and lath and plaster, and tearing 
away the voice-tube, the foot-board of the bed, and destroying the 
pictures that were hanging on the walls. It would appear that the 
current was interrupted in its course by the sudden bend of the voice- 
tube; for, after having dealt destruction in this apartment it was 
attracted by the iron holdfasts and spikes that secured the voice- 
tube and studding to the walls, and passed out through the external 
walls of dwelling to the out offices, where it passed alon^: the eave 
gutters to the end of them ; it then followed one of the iron hold- 
fasts, and entered the wall, destroying it, and bursting out the cut- 
stone kneeler and barge course, it then passed down through the roof 
of the low buildings, destroying the slating, passing through the walls 
of the pantry, &c., tearing up portions of the 3 inch Yorkshire 
flagging of the floor and yard, dealing destruction to the shelving, 
doors, door frames, brickwork, glass, &c., and bursting up the seat 
of principal keeper's w.c, it passed along the sewer to the assistant 
keeper's w.c, breaking up the flags and seat and then passed out 
through the roof. Another current was attracted by the eave gutters 
at the east angle of the dwelling near the tower, and passed along 
them to the north east angle, splitting them through the centre. At 
this point its course was changed to the west, and passed into the 
assistant keeper's yard and down the rain water pipe to the water 
tank, splintering it and the slating and brick wall, &o. ; it also 
appears that the lightning struck the south-east side of the tower 
and entered it in several places at the base and near the lightning 
conductor, and apparently glanced off it where it was secured by 
hold-fasts to the tower, rooting up the solid rock, but giving no 
indication that it had been conveyed to earth by the conductor as 
intended : the lightning also entered the assistant keeper's kitehen 
through the chimney, knocking down a portion of the brickwork, &c. 

I may remark that the lightning conductor is formed by a copper 
rod, which stands about 10 feet over the gutter on the outside of the 
lantern, and is secured by three iron stays to the dome, as before 
described, and passes down through the centre of the gutter to the 
under side, where it is connected to a ^-inch copper-wire rope, which 
continues down the outeide of the lantern close to the glass to jfche 
floor of the balcony, passing through the stone floor by means of a 
hole, jumped through it, then continues down the face of the tower 
closely pressed to it by the iron holdfaste and copper bands, which 
secure it until it reaches the rock at the base of the tower, where it 
terminates in a small hole 3 inches by 3 inches, jumped out of the 
rock about 6 inches under the surfJEice. 

After having made a careful siurey of the damage done, I deemed 
it advisable, and at the solicitation of the principal keeper, who seems 
to have been greatly shaken and nervous, to have the iron stay-bars 
disconnected from the dome of the lantern and the bolt-holes plugged 
up with timber, fearing a recurrence of the accident, as the weather 
was very stormy, and should lightning come on no person on the 
rock would enter the lantern. I also considered it prudent to have 
the loose gutters and cut-stone, also a part of the gable of the out 
offices, taken down, as it was in danger of falling into the narrow 
yard, which might cause a sad accident. o 
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Having provided workmen and materials and scaffolding for doing 
this work 1 again landed on the rock on Satordaj last, with great 
difficulty, having been detained a day by the storm, and pointed out 
the temporary repairs that were necessary to be done for the pro- 
tection of the people on the rock. 

The probable cost of repairing the damage done the buildings, 
independent of the lightning conductor, and which require to be done 
without delay, will be j£120. Hoping the action I have taken in this 
matter will meet with your kind approval, I have the honour to be 

Your most obedient Servant^ 

(Signed) A. J. BEBaiM. 

[The other report is to the same effect as the above, and is there- 
fore omitted. — Ed.] 



ACCIDBNT BY LIGHTNING at Upwood Gorse, Caterham, the 
residence of J. Tomes, Esq., FJt.S. 28 May, 1879. 

As I happened to be visiting Mr. Tomes, in the autumn of 1879, 
I took the opportunity of obtaining all the particulars I could with 
reference to the accident which occurred on the night of the 28th 
May, 1879, when his house was struck by lightning. 

The bouse, a sketch plan and elevation of which are annexed, 
stands upon a hill upwards of 700 feet above sea level, and is some- 
what higher than any other object in the vicinity. It is covered by a 
steep tiled roof, that of the principal portion of the house being some- 
what higher than the rest, and upon the ridge of this roof stand two 
brick chimney stacks of equal height. Upon the eastern stack, at its 
southern end, was fixed a lightning conductor (shown by the line, 
A. B. C, on the south elevation), the upper part consistmg of a point 
and a length of copper tube J^ an inch external and | inch internal 
diameter, which was screwed into a collar connected to a woven band 
of one zine and thirteen copper wires carried through glass insulating 
rings along the slope of the roof, ov^ the rainwater gutters and down 
the side of the house into the ground, going only 12 inches into dry 
chalk. 

The electric fluid struck the lightning conductor, hurled the rod 
down and shattered the chimney pots and some of the brickwork. 
The rod was broken at the point marked A on the south elevation, 
where the sectional area of the copper rod was reduced by the screw 
being cut into it for the collar, which connected the rod with the 
woven band. This junction and a portion of the band are forwarded 
for inspection, from which it will be seen there are no rough broken 
surfaces, but that the thread of the screw was partly melted. The 
copper wires composing the band were bright and nodulated here and 
there throughout their length, showing that it had been heated up to 
a sweating temperature. The zinc wire was not continuous, having 
been wasted by oxidization. It showed no indication of having been 
hot. 
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Having broken the conductor, the discharge appears to have divided 
at the ridge of the roof, a portion passing down the southern and a 
portion down the northern slope of the roof. That portion which 
passed down the southern slope apparently followed the course of the 
conductor band as &r as the iron rainwater gutter, which it cracked, 
and perforated two holes, about half an inch diameter, in two panes 
of glass at B. Here the current apparently again divided, as shown 
bj the dotted line from D to E on the south elevation, some passing 
westwards and some eastwards along the rainwater gutter round the 
eaves of the house, as traced by the broken joints of the gutter. 
"Westwards these joints (which were made of red lead) were only 
broken from B to D, but eastwards they were broken from B to E, 
and right round the eastern side of the house to F, and along the 
northern side as far as Q. 

What seemed to be the greater portion of the discharge, however^ 
passed down the northern slope of the roof and along the course 
shown by the dotted lines on the Plan and north elevation. The 
lightning first followed the lead flashing H of the chimney stack, 
next broke some tiles at I, and then without disturbing any of the 
rest of the tiling, leapt across the roof, a distance of some 15 feet, to 
two galvanised iron water cisterns in the roof at K, perforating a hole 
through the 9-inch brick wall of the house in its course. 

This hole, which was circular, was large enough to admit one's 
finger easily and was blackened on its interior ; when first examined, 
eight or ten minutes after the occurrence, it was stiU quite hot. One 
edge of the lead flashing outside the wall was fused at G-, close to the 
rainwater gutter, from which it would seem that the current again 
divided at the wall of the house. There are two galvanised iron 
cisterns at K, connected by a pipe underneath (see adjoining sketch 
plan), and the discharge appears to have passed from one cistern to 
the other and then along the 1^ inch iron barrel rising main, from 
pumps, to the point L^ in the back kitchen, where the iron pipe 
separated into two branches leading to the two pumps L* and M. 

Probably a portion of the discharge passed down the iron suction 
pipe from the pump 1/ into the rainwater tank P, but however this 
may have been, a considerable portion passed from point L^ along the 
1|| inch iron pipe LM to the pump M in the scullery, and thence along a 
I inch iron pipe to a water tap fixed over the iron sink N, but not in 
metallic connection with it. Here the lightning broke the slate at 
the back of the sink and sent it showering across the scullery, breaking 
the things on the opposite side of the room. The iron sink was set 
on brick piers and connected, by means of a 1^ inch iron pipe, with 
the self-acting syphon " Flush Tank " O in the yard. This " Flush 
Tank " consisted of a cylindrical cast-iron tank about 26 inches in 
diameter and 26 inches deep, buried two-thirds in the ground, so that 
it formed a fair earth connection. 

There is an account of the accident in a letter by Mr. Charles S. 
Tomes in Nature^ of 12 June, 1879 (which has been made use of in 
the present description), and there is also a letter about the accident 
by Mr. Newall on the next page of Nature to Mr. Tomes' letter. The 
description in this latter le^r is, however, erroneous in several 
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pardculars, especiallY where it speaks of the lightning passing round 
the iron gutters to &e iron water cisterns. 

BOOEES FIELD, 

B.A. Lond., M. ImU C. K, FJfJS. 
Cavvok Sow, WBSTMiirsTBB. 

[NoTB. — Mr. Tomes has most kindly sent the whole of the upper 
parts of the condnctor ; and as the accident appears a very instructive 
one we give full details, together with engravings of the more impor- 
tant portions of the conductor. — Ed.] 

This conductor was of the pattern known as Spratt's patent. The 
upper terminal was what the vendors call a ''reproducing point," 
which they say is " formed of two or more metals : the inner or core 
being steel, and the outer of silver alloy, tipped with platinum ;" the 
idea of the inventor is said to have been that '' should the outer coat- 
ing become fused by an extraordinary charge of electricity, the core 
wiQ remain intact to receive any further discharge." In the present 
case the top is broken and the iron centre is rusted and bent, but 
there is no indication on the remaining portion of heat or fusion. 

This point A was well screwed into a stout copper collar B. 

Into the same collar was screwed the upper end of a copper tube C, 
5 ft. 1 in. long, external diameter, 0*5 in., and internal diameter 
about 0*36 in., giving a thickness of only 0*07 in., or but little more 
than a sixteenth of an indi. The mass of copper was therefore about 
equal to a tape I^XtV) or |X^, or to a rod one-third of an inch in 
dmmeter — ^the area being as nearly as possible 0*09 in. The tube 
weighs 29^ ounces, which corroborates the above measurements and 
shows that it weighs rather less than 6 ounces per foot. This part 
of the conductor was evidently greatly heated, as there are distinct 
marks of sweating in several places. The lower part of this tube was 
screwed into the collar D (which is drawn of its actiial size in the annexed 
sketch) in order to make connection with the short length of copper 
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tube F, a portion of which is also engraved, of its 
actual size. It was at E that the rupture occurred. 
The charge passed the point A, then the top collar 
B, and although it greatly heated the 5 ft. copper 
tube 0, still no damage was done, and so it passed 
into the second collar. Here, however, there seem 
to have been two faults : the short copper tube F, 
was very slight, weighing but little over 3J ozs. to 
the foot, and this, which represents but a very 
slight conductor, was greatly lessened by a deeply- 
cut thread to the upper end, whereby the area was 
reduced to less than ^^th of an inch. As this was 
not screwed home, the total sectional area at £ 
immediately below the collar was reduced to the 
above small amount, rupture and fusion occurred, 
and much of the charge left the conductor. This 
short length of tube was, however, raised to a 
sweating temperature in two places. 

The conductor consisted of 14 wires made into 
a flat plait, the wires seem to have been of the 
following dimensions : — 

Each of No. Total area. 

12 copper wires, 15 B.W.G., dia. of each '072 in.: 0'U48 in. 
1 „ wire, 18 „ „ -049 in. : 0-001 in. 



1 zinc 



f» 



»» 



«• 



•049 in. : O'OOl in. 



Thus the total sectional area of the plait G- would 
be about 0*050 in., or rather more than that of the 
short copper tube into the lower end of which it 
was roughly thrust and rivetted — but the joint was 
bad, there was no solder at all, and the metallic 
contact was very imperfect. 

As to the state of this plait (which was less than 
an inch wide, and less than tV ^* thick), and as 
to the ridiculously imperfect earth terminaJ, details 
are given in Mr. Field's letter. 

It may be well to recapitulate the dimensions : — 



D 

E 

F 



Dkscription. 



<i 



Reproducing point" 
Collar 



Copper tube 
Collar 



Short tube 



„ „ where 1 

threaded J 

Plait 



LUNOTH. 



9 in. 
IJin. 

5 ft. lin. 

l^in. 

7 in. 

jin. 
63 ft. 



DllCXNSIONS. 



0-4d X 0-45. in. 
0*75 in. diam. 
External 0*5 in. dia. 
Internal 0*36 in. 
f External 0*75 in. 
Internal 0*60 in. 
External 0-60 in. 
Internal 0*375 in. 
' External 0'438in. 
Internal 0*375 in. 
P 0*7 X 0*072 in. 



» 

»> 



) 



W J 



Sbo- 

nONAL 

Ajuea. 



0*20 
0*24 

0*09 

0*24 

0*09 

0*04 
0*05 



Hkat Effects. 



None visible. 

»» 
I Sweated in 
1 places. 

None visible. 

r Sweated in 
1 places. 

Fused. 

r Sweated in 
1 places. 

G. J. S. 
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We herewith hand you our circular, setting forth our ideas as to 
lightning conductors. We claim that if one or more sharp edges or 
points is so essential on the most elevated part or parts of a con> 
ductor, why not estahlish this principle the entire length of the con- 
ductor ? or why not leave these most elevated part or parts hlunt, or 
erect a small gilt hall? 

DAVID MUNSON & Co. 
Indianapolis, Indiana, ir.S.A. 





[The engravings are not drawn to scale, but are here reproduced; the 
shaded parts are galvanized iron, the lighter parts copper.— Ed.] 



I think that it would be very valuable if the Conference considered 
how far iroii ventilating pipes to drains will safely act as lightning 
conductors. These pipes generally consist of iron jointed with red 
lead or putty. Will not these joints interfere ? very often also a 
portion of the pipe is wholly of lead. So many of these pipes are now 
carried up to a very high level that the question is important. 

EOGEES FIELD, MJnst.C.E. 
Cannon Eow, S.W. 



Our opinion is that the drain to our Powder Magazine at Brunt- 
eliffe (see ante page 74) had no water in it at the time of the 
occurrence. 

JOHN HAIGH & SONS. 

ViCTOBIA COLLIXBIES, 

GiLDEBSOHE. 



We have the pleasure to send you a plated model of our new Con- 
ductor Coupling, and hope you will be pleased with it. 

When screwed up, the contact between the rod and the copper tape 
is perfect. It is, of course, a very simple thing, but it overcomes the 
difficulty of soldering, which is always more or less uncertain, and 
rivetting up alofl; is apt to be scamped. 

And as to soldered connections, apart from the uncertainty of 

rmanent contact, it is very important to keep the soldering iron 
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away from roofs, it often damages the lead, and (as at Canterbury) the 
fire-pot is a source of great danger to buildings. 

Fig. 1. Fig. 2. 



D 



Fia. 3. 

A is the copper tape conductor. B is a screw plug, having two 
slots, a a (see fig. 3), and an intervening division b, all cast iii one 
piece. The tape or rope A is passed through one of the slots a, and 
bent OTer the division piece b, the bent portion Al is then returned 
through the other slot. A screw socket forming the coupling C, 
bearing a collar to rest in a ring bolt built into the structure to be 
protected, is then screwed on to the plug B, and into this socket the 
rod or tube D is screwed, it being suitably tapped for its reception, 
until the lower end of the rod or tube is in firm contact with the 
tape or rope. These latter are then firmly held together, and cannot 
by any poseibUity come apart. 

NoTB. — In fig. 2 the rod and tape are not shown in actual contact, 
the drawing being intended to exhibit the separate parts. 

E. C. CUTTING & Co. 

147, QtfEEW ViOTOHIA Sl-EXKI. 



I hare the pleasure of furnishing details of the recent damage to 
Christ Church, at Carmarthen. The ciroumstauces are these ; 
. At the Eastern end of the church stands an ordinsiy square 
tower, covered with a sloping slated roof ; this roof is capped by an 
ornamental open ironwork ridging, terminating at each end in a 
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light open iron piniucle, and hsTUig in the centre another pimuKle 
■imilar to those at the eztremitiea. A ia a view of this ironwork 
from the east end of the church.' 

The conductor conaiated of aeren copper ropes stranded together, 
each rope consiating of aeven ativnda of No. 18 wire, the whole 
having a diameter of about j an inch. It was fixed to the build- 
ing by ordinary copper staples ; it ran up, and was attached to the 
southern portion (^ the ornamental railing* and it terminated in a 
single point. There was no special connection between the conductor 
and the iron guttering of the church. 

I coTild not ascertain in what manner the earth was made, but it 
was an imperfect one, giving a resistance of 116 ohms, and this resis- 
tance would have been greater but for an accideat&l circamstance 
mentioned further on. 

The lightning struck the central iron pinnacle of the ornamental 
ridge and broke it off. In felling to the ground it was shattered into 
about twenty pieces ; but on the upper extremity, which was a solid 
cast-iron spike, about J inch square, there were marks of Aision across 
the whole of the top to the depth of Jth of an inch. 

I could not observe other marks of fusion at the point Irhere the 
pinnacle was broken off, but the lightning made its way to the con- 
ductor, and on reaching the ground, at a distance of 4 feet from the 
point where it entered, it burst out with explosive violence, blowing 
a circular hole in the ground 2 feet in diameter and S inches deep 
(marked B in plan). The earth from this hole was blown into the 
ur, and fell in a fine shower on objects standing 3 or 4 feet high 
and 14 or 16 feet from the hole. 



ChBISI ChUSOH, CABMABTHBir. 



A second flash struck the iron guttering at the aouth-westem 
extremity of the church (C), broke off a 2 feet length, and ran down 
the water-spouts (D B). Opposite one of these a second hole, 9 
inches deep and a foot in diameter, was blown out of the ground, 
some 3 feet from the base of the spout. 
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On examixiing more closely the siuTOundingq of the lightDing con- 
ductor, I observed that the church gas-pipe, an iron one, about 
1 j inches in diameter, passed through-the wall of the building about 
6 feet from the conductor, and was carried in a direction correspond- 
ing with the hole caused by the explosion (see plan). I immediately 
concluded that this explosion was due to the current breaking across 
from the conductor to the gas-pipe, and on opening up the hole I 
found this to be the fact. The conductor crossed the gas-pipe at nearly 
a right angle, being about a foot above it. The under portion of the 
conductor bore evident marks of fusion, and, more interesting still, 
the gas-pipe was slightly coated with a very thin deposit of copper, 
so thin that it perished in my attempt to remove it ; but still there 
was an undoubted coating at one spot. But for the proximity of the 
conductor to the gas-pipe, the earth resistance of the former would 
doubtless have been greater than it was, and the damage would pro- 
bably have been increased. 

I was sorry that no means existed for examining the ornamental 
ridge, but doubtless the metallic contact between the sections was 
very imperfect, and to this cause was due the rupture of the pinnacle. 

The fact, too, that the protector did not prevent the south-western 
portion of the building being struck bears on the question of the area 
made safe by a protector. 

The tower stood 89 feet above the ground, the top of the iron 
pinnacle 99 feet, and the protector extended 1 foot 6 inches above 
the latter, thus reaching a total height of 100 feet 6 inches. The 
total length of the church was 123 feet. 

The point where the gutter was struck was 84 feet in a direct 
line from the conductor, and stood 24 feet above the ground. 
This gives a vertical height of the conductor of 76 feet 6 inches above 
the point struck, the distance of the latter being a radius 8 feet greater 
than the height of the former. 

J. GAVET. 

Cabdiff, 

January lOth^ 1880. 



ACCIDENT AT BOOTHAM BAE, TOEK, oompilbi) itbom notes 

AlTD HEASXTSEMBNTS TAJOHN BY J. EDMTTin) ClABK. 

The discharge occurred about 3 a.m., 22nd June, 1876. The 
principal injury occurred to the bracket lamp at A. This lamp, which 
was an ordinary street one, was supported by an iron bracket 2 ft. 
6 in. long, and 11 ft. 6 in. above the pavement. The gas was con- 
veyed to it by 11 ft. 6 in. of vertical iron gas barrel, and thence to the 
burner by about 3 ft. of ordinary J^ in. composition pipe. ' The glass 
of the lamp was not broken, but about 18 inches of the composition 
piping was twisted and split open as with a sharp knife, and the 
other 18 inches was melted; the gas was ignited and burning 
from the top of the iron barrel, thus producing a large flame which 
ignited the house to which it was fixed. That part of the lead 
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pipe which was inside the lamp was uninjured, whence it would 
appear that the point struck was at or near to the top of the iron 
gas barrel ; and this is supported bj the fact that the lead over the 
shop window and close to the bracket was turned up off the wood- 
work. 

The lamp, as will be seen by the plan, is attached to the comer of 
a house, the eaves of which were 20 ft. above the lamp, while the 
ridge, with a little lead flashing, was 24 ft., and the chimney pots 
were 31 fb. above the lamp, and not 15 ft. distant horizontally. This 
house was slated and had wood gutters, and an iron rain-water 
pipe, but the latter was 33 ft. horizontally from the point struck. 
The wooden gutters were very old and rotten, and one of them was 
very slightly shifted; it is not certain that this \vas done by the 
lightning, and there was no other indication of its presence. 

C is a lamp bracket extending 4 fb. from the wall of the house, and 
at D are two old iron brackets. 

At the distance of only 8 ft. from the lamp in the opposite direc- 
tion (N.W. of the lamp) rises Bootham Bar, a massive stone structure, 
of which the four turrets rise to 44 ft. 3 in. above the pavement, and 
therefore 33 ft. above the lamp. The whole roof, about 750 square 
feet, is covered with thick sheet, lead, and the building also contains 
the old portcullis B heavily shod with iron. 

The noteworthy feature of the case appears to be, that the only 
injury is found at a spot surrounded by objects dose to it, and greatly 
exceeding it in height ; in fact, that the lightning dipped into a sort 
of cavity, instead of striking at the higher objects. 

It is evident that in this case, although the composition pipe was 
melted, the iron one afforded ample conduction, and the city gas mains 
a perfectly safe earth terminal. 
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ACCIDENT AT BOOTHAM BAE, TOEK.' 



Taw OF HOrSE AND 8B0TIOH OF BaB. 
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APPENDIX J. 



DATA EESPECTING THE SECTIONAL AEBA OF METAL 
EEQUISITE FOE LIGHTNING OONDIJCTOES. 



(N.B.— In order to avoid oonfusioQ, all areas of iron have been reduced to Jth itf 
their actual sizes, so that virtuall:^ tables I. and II. may be regarded as giving all 
details for eopp«r~-hu.t the metal is spedfled in each case.) 

TABLE I.— LIST OF METALS MELTED. 



Material 


Form 


Siie 




Diameter 


Area of 
Oopper. 


Sbkabks 


COPPBB 


Bod 
Bope 

tt 
Bod 

tt 
tt 


in. 
•36 
•31 

• • • 

• • * 

•20 
•13 P 


in. 
•10 
•076 
•07 
•03 
•03 
•01? 


Duprez, App., p. 92 

At Nantes, Oallaad's TraitS, p. 89 

At Carcassone, „ „ 

Hairis on Thunderstonns, p. 109 

Duprez, App., p. 92 

Snliiyan, App., p. 196 




*N<ft Specified ,.. 
Iron 


Brass 


COPPBR 





* Assumed to hare been Iron, the dimension given is **18 mm.** ^ "TO In. dlam., or *88 In. area 



TABLE II.— BEMABES BESPECTING DIMENSIONS. 



mm . ff 1 


1 

Form 


Sixe 




Material 


Area of 
Diameter jCJopper. 


Bbmabks 


Copper 


Bod 
tt 

Tube 
Tape 
Bod 
Any form 
Bod 

Bope 
Tape 
Bod 

tt 

Bope 

Bod 

tt 

tt 

tt 

tt 
Bope 
Wire 


in. 

• •• 

•76 
•60 

• •• 

• • • 

• •• 

• •• 

• •• 

•38 

• •• 

• •• 

• •• 

•39 

• • • 

• •• 

•26 

*■• 
•20 

• •• 

• e* 


in. 
•61 
•44 

•20 
•20 
•19 
•16 
•11 
•11 

•11 
•09 
•08 

•08 
•06 

•06 
•06 
•06 
•04 
•03 
•02 
•01 


Trinity House smallest, At)p., p. 183 
Will carry any flash, Harris on Thunder^ 

siartM, p. 116 
Neyer yet failed, Faraday, App., p. 89 
War Office smallest, App., p. 70 
Oray & Son's smallest, App., p. 7 
Never affected, Franklin, App., p. 62 
Beoommended by Phin, App., p. 103 
More than sufficient, Gay Lussac, App., 

p. 58 
Becommended by Callaud, App., p. 104 
Freeman & Collier's smallest, App., p. 10 
Never known to be melted, rouillet. 








f, ............ 


Iron 


Copper 


Iron 


Copper 




Iron 




App., p. 62 
Should not be less, Henry, App., p. 99 
Carried off heavy discharge, Callaud TrcM, 

p. 89 
Becommended by Callaud, App., p. 104 
Becommended by Mohn, App., p. 107 
Becommended by Mohn, App., p. 107 
Becommended by Phin, App., p. 103 


Copper 


Iron 




Copper 


Iron 


Copper 


Beoommended by Zenirer, App., p. 106 


Iron 


Becommended by Mann, App., p. 108 
Sufficient for any house, Preece, App., 
p. 101 


„ ....■*«.•..■««. 
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DIMENSIONS OF LIGHTNING EODS— COPPBE. 

Partly extracted from the Appendix at the pages quoted, and partly 
compiled from specimens collected by ihe Conference^ and from trade 
circulars. 



Pattern 



\ 






TUBB 

Hbmictlindeb 

Tape !*..... 

Tube 

Bod 



{ 



Diameter 



Inches 

ExtU 
Int. 1 



15 



Ezt.U 



Int. 



Taps 
Tube 
Tape 



{ 



)» 



Bod 



Tape 



Tube 



Ext.l 
Int| 



i 



Breadth 



{ 



Tape 

BOPB (49 sqnare 

wires) ... 
Tape 



BopB (49 wires) 



Tape 



Ext 
Int.] 



I 



i 



n 



Tube 



I 



BoPE (36 wires 

& hemp centre) 

Spratt's Patent 

Plait (20 wires) 

Tape 

BoPE (49 wires) 

Tape 

Spratt*s Patbmt 

Plait (14 wiresj 

Habt's PLAlf 

(13 copper wires 

and 1 zinc one). 



Ext. I 
Intlf 



• • • 

• •• 



Inches 



3 



2 



li 



2i 



2 
1 



? 



V 



Thick- 
ness 



Inch 



•ft 

i 

• •• 

i 

} 

•16 



i 



i 



? 



t 



iV 






Snper- 
fldes 



Inches 

Ext. 4-71 

Int. 3-14 

3*86 

3-21 

6*38 

Ext. 4-71 

Int 3-93 

2-35 

6-26 

Ext. 314 

Int. 2-36 

4-26 

3-30 

1-67 

3-25 

Ext. 1-96 

Int 1-18 

6-12 

10-78 
4-12 
2-26 

8-00? 

3-12 
1-76 

Ext 2-75 
Int 2-66 

6-00? 

4-62 
212 
6-00 P 
1-42 

316 



3-08 



Area 



Inch 

•98 
•88 
■61 
•66 

•64 
•44 

•37 

•34 
•25 
•23 

•20 
•19 



•20 
•16 

•16 
•13 
•13 

•10 

•09 
•09 



•08 

•08 

•08 
•06 
•06 
•05 

•06 
•06 



Weight 
£>ot 



Bemarks, and Beferences 
to Appendices. • 



OS. 

60 
54 
37 
34 

33 

27 

23 

21 
15 
14 

12 
12 



12 
9 

9 

8 

8 

6 

6 
6 



5 
4 
4 
3 



Sir W. Snow Harris (49) 
Trinity House,Mains(18i) 
„ Branches (183) 
Freeman & Collier's lai^ 
gest (10) 

Faraday preferred this to 

smaller (89) 
Gray & Son's largest (7) 

Sanderson's largest (23) 

(War Office (70) 

(Sir W. Snow Harris (49) 

(War Office (70) 

-{** Smallest desirable" 

( Gray & Son (7) 

War Office (70) 
J. Dayis & Son (14) 

Pennyoook & Co. 

Phin, of New York (103) 
(Massinffham (15) 
(Newairs Bope 

Freeman & Collier's 
smallest (10) 



J. Davis & Son (14) 



Newall's Bope 
Sanderson's smallest (23) 
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APPENDIX K 



NOTES BBSPEOTiNG LIGHTNING CONDUCTOES, oollbotbd m 
FAEIS m May, 1881, by Msssbs. Fbsecii & Symons. 

The information which we obtained may perhaps be most conve- 
niently grouped under the names, arranged in alphabetical order, of 
the authorities whose opinions or whose practice we quote. These 
gentlemen are M. Androuet, who, under the direction of M. Alphand, 
the City Engineer, has charge of all the lightning conductors attached 
to the municipal buildings of Paris, M. Borrel, of 47, rue ,des Petite 
Champs, who has been making lightning conductors nearly all his 
life, M. le Comte du Moncel, who is well known as perhaps the highest 
authority in France upon the practical application of electricity, and 
lastly M. Jarriant who is manufacturer to the municipality, and also, 
we believe, to the "War Department, besides haying a large connec- 
tion among architects and engineers. 

M. Ain)BOUET accompanied us in a thorough examination of the 
conductors as they are now fixed upon the south gallery of the 
Louvre, temporarily occupied as the Hotel de Ville de Paris. They 
were stated to be only temporarily fixed, because the offices of the 
Pr^fet of the Seine will be removed to the new Hotel de Ville as 
soon as it is rebuilt, but they were said nevertheless to be in almost 
all respects conformable to the instructions issued by the municipality. 
The tiges were iron rods, 10 m. (33 feet) high, with rather blunt ter- 
minals of gilded copper; they were 35 m. (116ft.) apart. AH were 
united by a horizontal copper rope, | inch diameter (used instead of 
iron bars 0*8 in. square, because of the temporary nature of the work), 
which was led along the roof through iron holdfasts or crutches, 
which were carefully soldered to the metal roof. All joints in the 
rope were spliced and heavily soldered. For esthetic reasons the 
main conductor is carried down inside the building, through 
various closets, &c., and finally, after a rather circuitous course, it 
finds its earth terminal in a plate of copper 1 m. (3 ft. 3 in.) square, 
immersed in the Seine. Although the roof is well covered with metal 
no separate connections with earth are made. M. Androuet tests the 
conductivity from every tige in the spring of each year, using a 
very portable apparatus, consisting of two Leclanche's cells and a 
trembling bell. 
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M. BoBBSL showed us various specimens of conductors, of earth 
terminals, and also his portable testing apparatus. He also gave us 
a copy of the Instruction sur les ParaUmnerreSj which he issues, and 
from which we make a few extracts, especially as in several respects 
M. Borrel's views are expressed with unusual clearness, and although 
in holding some of them he stands alone : 

" A lightning conductor is a preventive agent destined to convey 
to moist earth, or preferably to water, the electricity contained in a 
cloud. When strong earth tension is produced by the passage of an 
oppositely electrified cloud, the beneficial action of the conductor is 
indicated by the luminous brush discharge from the top of the con- 
ductor. 

" It is generally considered that a conductor protects a cone of 
revolution, having for its base the height of the point above the roof 
multiplied by 1*75, and for its summit the point. If, therefore, the 
point be 6 m. (20 ft.) above the roof, it will protect a base 10| m. (35ffc.) 
radius. M. Borrel supplies round upper terminals of galvanised 
wrought iron about 10 m. (33 ft. high), and tapering from a diameter 
of 4 inches at the base to | inch at the top. 

" Having found that long exposure to the weather destroys iron 
wire rope§, and even copper ones, if made of many small wires, he has 
adopted where ropes are necessary, four or five rods nearly 0*20 in. 
diameter, so slightly twisted as not to strain the metal. By this 
means the numerous interstices of the. ordinary ropes are avoided, 
and much greater durability is insured. 

" Where iron bars are used he employs galvanised wrought iron in 
square bars,, the sides ranging from 0*63 in. to 0*90 in. 

" To allow for variations of length produced by changes of tem- 
perature, he always inserts, in long roof conductors, a compensator, 
which is merely a loop of copper tape. 

" M. Borrel says that it is especially upon the earth connection 
that the efficacy of a conductor largely depends; there must be a 
metallic mass, with a large surface, and he describes his pattern of 
^ perd Jluide,' It is composed of two sheets of galvanised wrought 
iron 3 fl. long, 6^ in. wide, and | an inch thick, hacked into sharp 
points in order to facilitate the discharge of the electricity. He 
alludes to Callaud's basket of coke, but says that its efficiency has not 
been absolutely demonstrated. M. Borrel insists upon the perdjhdde 
being immersed in the water of a well, and one preferably not less 
than 2 ft. in diameter. He strongly objects to insulators, and says 
that he always makes metallic connection between the gutters, rain- 
water pipes, &c. and his conductors. From the surface of the earth 
to 6 ft. above it, he encloses his conductor in a wooden case in order 
that no one may touch it during a storm." 

We had a long conversation with M. lb Comtb Du Moncbl, of 
whose remarks the following is a jprecis : — 

He objects to square iron bars because their angles have a tendency^ 
to facilitate lateral discharge. 
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He objects to conductors being painted, because he beHeves tbat 
the surface of a conductor acts electro-statically. He knows that the 
brass wire rope occasionally used for lighthouses is often destroyed, 
but thinks that the theory enunciated in the Eeport of the Academie 
des Sciences, 18th December, 1854 (see Appendix F., p. (62), can 
hardly be maintained, and believes it to be more probable that the 
rope was in a very bad state of oxidation. 

Thinks that conductors should possess both sectional area and 
sur£a.ce. Does not attach much importance to extremely sharp 
points, but thinks that the suggestion of one stout central one to 
receive a disruptive discharge, surrounded by three or four needles 
to facilitate silent discharge, would be good. 

The following statement was quoted from the Eeport of 20th May, 
1875 (see Appendix F., page 68), that, " if a conductor cannot be 
led either to the subterranean water or to a main water-pipe, no 
lightning rod should be erected. It would do more harm than good." 
Count du Moncel said that the paragraph referred chiefly to 
buildings on large solid rocks, but that obviously there is every degree of 
quality in the earth contact which can be obtained ; and that although 
it is easy to decide at the two extremes, it is difficult to say how bad 
the earth must be in order to render the erection of a conductor 
inadvisable. 

M. Jaeeiant, who is the manufacturer employed upon the Mun- 
cipal buildings of Paris (and author of two pamphlets, of which 
abstracts are given in Appendix F, pages (111) and (115), accom- 
panied us through his works, and afforded us all the information 
which we could desire. 

He showed us a large collection of platinum points of various 
patterns, ranging in cost from 12s. to 60s. each ; he also showed us 
some which had been employed by other makers, which were merely 
hollow sheaths of platinum filled in with soft metal in order to 
reduce the cost. 

He had also a large variety of upper terminals, including the 
patterns used by the City of Paris, by the War Department for its 
military establishments, and by civil engineers and architects. 

"We saw specimens of the ropes, rods, &c., usually supplied. The 
iron ropes were galvanized and | in. diameter, The copper ropes 
were made of six twisted strands of copper wire enclosing a central 
core of hemp, the total diameter being J an inch. The iron bars 
were square galvanized wrought iron 0*80 in. square, in lengths of 
16 J feet, rabbetted at the ends with two holes for bolts. To make a 
joint a strip of foil is laid between the two faces, the bolts are screwed 
up, and then the whole joint is very heavily soldered. 

Among various works in progress, we saw a highly decorated 
wrought iron cross for the roof of a church, which cross would 
become the summit of the conductor, its top and the extremity of 
each arm being ftimished vdth a short copper terminal tipped vrith a 
platinum point. 

"We were much struck by the fact that in France, where so much 
attention has been given to lightning protection, there should be 

P 2 
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so much diversity of practice. The Municipality adopt one system, 
the State another, the War Department a third, and each individual 
manu&cturer has, as in England, his hobby. 

We desire to record our thanks to Mr. J. Aylmer, C.E., for making 
the various arrangements, by which we were able to see so much in 
the comparatively short time at our disposal, and also for accompany- 
ing us throughout. 

W. H, PEEECE. 
G. J. STMONS. 



F.S. — ^A very convenient form of a rough testing apparatus has 
been made, by the Silvertown Co., for one of the writers ; it consists 
of one Leclanch^ ceil, a trembling bell, a key, and a pair of terminals 
to attach insulated wires to the top and bottom of the lightning 
rod, all fixed in a neat portable mahogany box, and with its aid any 
one can readily examine the conductivity of his lightning rod. 
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APPENDIX L. 



ON THE LIGHTNING CONDUCTOES at the PAEIS INTEBr 
NATIONAL ELECTEICAL EXHIBITION, by Messes. 
Dtmoito ajstd Stmons. 

It was hoped that at the Paris Electrical Exhibition would be found 
examples of the various styles and patterns of lightning rods used 
in the several countries of Europe and in the United States, and we 
accordingly visited the Exhibition and inspected all the e^bits in 
any way relating to the subject. 

Those from France were naturally the most numerous (16), but 
there were some very elaborate specimens of the system adopted in 
Belgium, in accordance with the recommendations of M. Melsens; and 
there was also sent by Dr. Weber, of Kiel, a very interesting collec- 
tion of 12 points which had been struck by lightmng, all more or less 
fused and damaged. 

The French exhibitors showed a great variety of points, but they 
were for the most part referable to two or three types or classes, and 
only varied in size. The favourite form appeared to be that shown 
by Fig. 1, a rather finely tapering brass rod terminated by an acorn- 
shaped piece, from the upper end of which projected a small needle. 
They were constructed to be screwed to the top of the iron tige. 
They varied in size from 1 ft. long and | in. diameter at the base, 
tapering to 1 in. at the acorn, to 2 ft. 6 in. long and 1| in. diameter, 
tapering to | in. The acorns were generally about twice the diameter 
of the point to which they were joined, and were about 1| diameter 
long. The needles were tJways made of platinum about 1| in. long 
and •! in. diameter. Some exhibitors showed a very similar pattern, 
but made in copper instead of brass. There were also several speci- 
mens of blunt points in copper — the Point Mtmicipal, Fig. 2, tapering 
from 1 in. to ^ in. diameter and 1 ft. 8 in. long ; tapering brass and 
iron rods, some of them having platinum cones, were also exhibited. 
All these points were intended to be mounted on exceedingly long 
upper terminals. 

The conductors were generally made of wire rope, copper, brass, or 
galvanized iron, and in the majority of cases composed of strands of 
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small wires, though there were a few specimens of ropes made of 
large wires (say) '1 in. in diameter ; and there were also some speci- 
mens of conductors made of iron bars with copper expansion bands. 
These last specimens were about *8 in. square, but almost all the ropes 
seemed to us too small, generally about *4 in. diameter, and we were 
suprised to see that the iron ropes were no larger than the copper or 
brass ones. 





The methods adopted for joining them to the upper terminals were 
either to push the end into a socket and pin them across, or more 
frequently to tie them more or less loosely round the base. 

The practice as to insulation seemed to vary, some makers supplying 
insulators and others not, but they almost all provided for carrying 
the conductor from 6 to 9 in. away from the face of the building. 
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There were but few specimens of earth plates, they were in the 
form of grapnels, and seemed very inadequate ; not one would aSord 
3 superficial feet of earth contact. 

Some models and drawings showed that the French electricians 
assumed a cone of protection whose radius was at least 1*75 of its 
height. (See ante page (67).) 

Excepting France the most numerous series of exhibits was that 
from Belgium, which also contained a complete model of the monu- 
ment erected at Lacken in memory of Leopold I., showing the manner 
in which it had been fitted with conductors under the superintendence, 
or according to the system, of M. Melsens. 

The monument referred to is a ten-sided Gothic building, with 
pinnacles on two storeys and a spire. On the top of the spire, but 
below the figure, is a considerable number of radiating points, and 
there is a similar Mil round the top of each of twenty pinnacles. 
Each aigrette consists of seven copper points, each about 0*4 in. in 
diameter and 2 ft. long, tapering to a very sharp point ; they are all 
leaded into a collar or band encircling the stone work; and from 
them go the rods about 0*4 in. in diameter, which are first taken into 
a cast iron box about 8 in. X 5 in. x 2 in. ; into this box are also 
taken rods which lead to connections with (1) a well, (2) the water 
mains, and (3) the gas mains. When these two series of rods are 
all in position in the box it is filled with melted lead, and thus per- 
fect connection is secured. There were specimens of the aigrette, 
and also of the manner of joining the rod to the gas and the water 
mains, and to the large iron pipe which is sunk in the well. This 
is efEected by bringing all the rods parallel with the main, and arrang- 
ing them, at equal ^stances &om each other, around it. They are 
then held tightly to it by two semicircular clamps bolted together^ 
and melted lead is poured in and caulked. The main, and probably 
the inside of the clamps, was filed bright when the joint was made. 

The other exhibits — patterns of points and conductors — do not call 
for any special mention, but we may notice that the Belgian makers 
were generally much more careful than the French to make good 
electric contact at the joints, and some conductors were exhibited 
cut through the joints to show the care bestowed in this particular. 

From Germany were sent some specimens of wire rope for con- 
ductors, made of the usual strands of small wires. The iron ropes 
were slightly larger and of slightly larger wires than the copper, but 
the former were not more than 0*6 in. in diameter. 

Dr. "Webbs, of Eliel, exhibited a collection of 12 points, all which 
have been struck by lightning— their length varies from 4 in. to 7 in.> 
they are of gilded copper, about 1 in. in diameter at the thickest 
point, and vary in the acuteness of their extremities — some have 
platinum needles, about 0*08 in. diameter, screwed into their points ; 
these needles have, in most cases, been wholly fused. In some cases 
the platinum is somewhat thimble-shaped, and fitted over the copper 
—in these cases the platinum is generally wholly melted, and the 
copper uninjured. Platinum of 0*12 in. diameter has been melted, 
but there is not one of these points of which copper of that size has 
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been fused. There is no indication that these points have been fixed 
to tiges — on the contrary, they are all hollow at the base, and have 
had soldered into them copper ropes, none exceeding 0*33 in. dia- 
meter, and most of them consisting of three strands of six wires each 
(=18 wires), the wires being about No. 18 B.W.Q-. 

There were a few specimens of gilded copper points, sent from 
Austria, such as Eig. 3 ; and our English miakers also sent a few ex- 
amples of points, the crow foot, Eig. 4, for instance, of upper ter- 
minals, and of rope and tape conductors. 

E. E. DTMOND. 

G. J. STMONS. 
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APPENDIX M. 

MISCELLANEOUS. 



Beceived from 
the Secretary 
y of Lightning 
Rod (infer- 
ence. 



MEANS TO BE iLDOPTED FOB BITSTJBING PEESONAL SAPETT 

FEOM THE EFPECTS OF LiaHTOTNa. 
(Abstracted by Prof. G. Carey Foster^ FJtJS.) 

WOBKS CONSULTED : — 

Correspondence addressed to Lightning Eod Con- ^ 

ference. 
Directions for Insuring Personal Safeiy during 

Storms of Thunder and Lightning ; and for 

* * * By John Leigh pp. 60. London 

(no date) 

Benjamin Franklin, Complete "Works. 3 vols. 8vo. London, 1806, 

OeJder. Physikalisches "Worterbuch. Article "-BZite," Leipzig, 1826. 

Frangois Arago. Meteorological Essays, from the French by 
Sabine. London, 1855. 

C, Kuhn. Handb. d. angewandten Elektricitatslehre. Leipzig, 1866, 

The danger to men and animals from the effects of lightning arises 
from the fact that the bodies of living animals form comparatively 
good conductors of electricity, — better, that is, than rain-water (pro- 
bably better even than sea-water), or than trees, walls of brick or 
stone, hay-stacks, or in fact than almost any common objects consist- 
ing of non-metallic materials. It may be assumed that the path of 
a lightning-discharge striking the earth is determined by the line of 
least inductive resistance between the thunder-cloud and the earth.* 
Hence, a man standing on an open plain, or walking, or riding on 
horseback, or in an open vehicle, across it, is liable to be struck by 
lightning. There is no evidence that the motion of walking or riding 
makes the liability either greater or less than it would be if he were 
at rest. The danger is increased, other conditions being the same, 
by nearness to water, or to large masses of metal, or other conducting 
material, lying flat on the ground or rising only a little way from it. An 
umbrella held over-head is probably dangerous, but I do not find direct 

*The api)arently capricious way in which lightning often strikes is not 
inconsistent with this statement. It proves, however, that the line of least 
inductive resistance is partly determined by atmospheric or terrestrial condi- 
tions which are not perceivea by the eye. 
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evidence that it is so among recorded cases.* Such small metallic 
articles — money, keys, Ac., — as may be commonly carried in the 
pocket, have probably no perceptible effect. In the open country, 
beyond the reach of snelter, low-lying positions, if dry, are safer than 
those which are more elevated and exposed ; but, on the other hand, 
water-courses are to be avoided. It is also safer to lie flat on the 
ground than to stand or sit. If shelter is within reach, care should 
be taken to get completely under cover. There is often much more 
danger in standing under the lee of a house, or wall, or hay-stack, or 
thicket of trees, than in remaining quite exposed. There is but little 
danger, however, imide a bam or outhouse, as far as possible from 
the walls, or underneath a wagon or the arch of a bridge. The inside 
of a wood is also a tolerably safe situation if we keep clear of the 
branches of the trees and as far as may be from their trunks. If 
isolated trees afford the only shelter within reach, it is advisable to 
go near them (within two or three yards of their projecting branches) 
but not under them. Leaning against the trunk of an isolated tree 
during a thunder-storm is very daagerous. In this case the danger 
arises £rom the fact that the tree is a much better conductor than the 
air surrounding it, though a worse conductor than the human body. 
Hence, if a man stands against a tree, a line of least inductive resis- 
tance is likely to be determined through his body and continued 
upwards, through the tree. Like considerations apply in the case of 
a person standing against a wall, or other high object, consisting of 
very imperfectly conducting materials and unprovided with efficient 
lightning conductors. 

As to people indoors, we need only consider the case of those who 
are in buildings which are either not at all or only imperfectly 
protected by conductors ; for, if a building is thoroughly protected, 
whatever is inside it is protected also. Indoors, as out of doors, we 
have to avoid forming part of a line of least inductive resistance. 
This consideration leads to such rules as the following : — Keep to the 
lower rooms of a house, rather than to the upper rooms ; also keep 
as much as possible in the middle of the room you are in, but avoid 
being under a metal chandelier, or a lamp, or other object hung by a 
metal chain or wire ; keep away from a stove or fire-place, especially 
when afire is burning in it; keep away from large metallic objects 
which are not in electrical connection with the ground, especially if 
they are above the level of the head (as mirrors, or pictures with gilt 
frames, hung against the wall), or below the feet (as an iron pillar or 
beam supporting the floor, or an iron staircase leading to a lower 
storey but not continued to one above). Franklin recommends " sit- 
ting in one chair and laying the feet up in another," or as a further 
precaution " to bring two or three mattresses or beds into the middle 
of the room, and, folding them up double, [to] place the chair upon 

* Is there any evidence to show that soldiers wearing spiked helmets, or 
marching wili fixed bayonets, are specially liable to be struck by lightning? 
Various ancient writers— Caesar, Seneca, livy, Pliny, and others — mention, 
luminous appearances (** Fire of St. Elmo ") presented by the javelins or pikes 
of soldiers dming thunder-storms at night. 
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them." £at best of all he says is, " where it can be had, a hammock, 
or swingiag bed suspended by silk cords equally distant from the 
walls on every side, and from the ceiling and floor above and below." 
Doors and windows are better shut than open, but it does not seem 
that this condition is of much importance. 

It may be added for the comfort of the timid that Arago concludes 
that the danger of being struck by lightning in a town (Paris) " is 
less than the danger of being killed in passing along the street by the 
fall of a chimney, or flower-pot, or of a workman engaged upon a 
roof ; this latter danger being [he imagines] one which occasions very 
little uneasiness." Also it seems to be the universal testimony of 
those who have been restored after being struck by lightning that 
they had not been conscious of either thunder or lightning. We may 
accordingly conclude that all danger from a given discharge is over, 
not merely by the time we hear the thunder, but as soon as ever we 
see the flash. 

Gt. C. F. 



INJUET TO GAS AND WATEE-PIPES bt LIGHTNING. 

The city gas company of Berlin, having expressed the tear that 
gas-pipes may be injured by Hghtning parsing down a rod that is con- 
nected with the pipes. Professor Kirchhoff has published the following 
reply: — 

^^ As the erection of lightning-rods is older than the system of gas 
and water-pipes as they now exist in nearly all large cities, we find 
scarcely anything in early literature in regard to connectiDg the earth 
end of lightning-rods with these metallic pipes, and in modem times 
most manufactiurers of lightning-rods, when putting them up, pay no 
attention to pipes in or near the building that is to be protected." 
KirchhofE is of the opinion, supported by the views of a series of pro- 
fessional authorities, that the frequent recent cases of injury from 
lightning to buildings that had been protected for years by their rods, 
are due to a neglect of these large masses of metal. The Nicolal 
Church, in Griefswald, has been frequently struck by lightning, but 
was protected from injury by its rods. In 1876, however, lightning 
struck the tower and set it on flre. A few weeks before, the church 
had had gas-pipes put in it. No one seems to have thought that the 
new masses of metal which had been brought into the church could 
have any eflect on the course of the lightning, otherwise the lightning- 
rods would have been connected with the gas-pipes, or the earth con- 
nection been prolonged to proximity with the pipe. A similar 
circumstance occurred in the Nicolai Church in Stralsund. The 
lightning destroyed the rod in many places, although it received 
several strokes in 1856, and conducted them safely to the earth. 
Here, too, the cause of injury was in the neglect of the gas-pipes, 
which were first laid in the neighbourhood of the church in 1856, 
shortly before the lightning struck it. The injury done to the school- 
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house in Elmshom, in 1876, and to the St. Lawrence' Church, at 
Itzehoe, in 1877, both buildings being provided with rods, could haire 
been avoided if the rods had been connected with the adjacent gas- 
pipes. 

"If it were possible," says Earchhoff, "to make the earth connection 
so large that the resistance which the electric current meets with 
when it leaves the metallic conducting sur&ce of the rod to enter the 
moist earth, or earth water, would be zero, then it would be unneces- 
sary to connect the rods with the gas and water-pipes. We are not 
able, even at immense expense, to make the earth connections so large 
as to compete with the conducting power of metallic gas and water- 
pipes, the total length of which is frequently many miles, and the 
surface in contact with the moist earth is thousands of square miles. 
Hence the electric current prefers for its discharge the extensive net 
of the system of pipes to that of the earth connection of the rods, and 
this alone is the cause of the lightning leaving its own conductor." 

Begarding the fear that gas and water-pipes could be injured, the 
author says : " 1 know of no case where lightning has destroyed a gas 
or water-pipe which was connected with the lightning-rod, but I do 
know cases already in which the pipes were destroyed by lightning 
because they were not connected with it. In May, 1809, lightning 
struck the rod on Count Von Seef eld's castle, and sprang from it to a 
small water-pipe, which was about 80 metres from the end of the rod, 
and burst it. Another case happened in Basel, July 9, 1849. Li a 
violent shower one stroke of lightning followed the rod on a house 
down into the earth, then jumped from it to a city water-pipe, a metre 
distant, made of cast iron. It destroyed several lengths of pipe, which 
were packed at the joints with pitch and hemp. A third case, which 
was related to me by Professor Helmholtz, occured last year in G-ratz. 
Then, too, the lightning left the rod and sprang over to the city gas- 
pipes ; even a gas explosion is said to have resulted. In all three 
cases the rods were not connected with the pipes. If they had been 
connected the mechanical effect of lightning on the metallic pipes 
would have been null in the first and third cases, and in the second 
the damage would have been slight. If the water-pipes in Basel had 
been joined with lead instead of pitch, no mechanical effect could have 
been produced. The mechanical effect of an electrical discharge is 
greatest where the electric fluid springs from one body to another. 
The wider this jump the more powerful is the mechanical effect. The 
electrical discharge of a thunder cloud upon the point of a lightning 
rod may melt or bend it, while the rod itself remains uninjured, fi 
the conductor, however, is insufficient to receive and carry off . the 
charge of electricity, it will leap from the conductor to another body. 
Where the lightning leaves the conductor its mechanical effect is again 
exerted, so that the rod is torn, melted, or bent. So, too, is that spot 
of the body on which it leaps. In the examples above given it was a 
lead pipe in the first place, a gas-pipe in the last place, to which the 
lightning leaped when it left the rod, and which were destroyed. Such 
injuries to water and gas-pipes near lightning-rods must certainly be 
quite frequent. It would be desirable to bring them to light, so as to 
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obtain proof that it is more advantageous, both for the rods and the 
building which it protects, as well as for the gas and water-pipes, to 
have both intimately connected. Finally, I would mention two cases 
of lightning striking rods closely united with the gas and water-pipes. 
The first happened in Dusseldorf, July 23rd, 1878, on the new Art 
Academy ; the other August 19th, last year, at Steglitz. In both cases 
the lightning-rod, the buildings, and the pipes were uninjured." — 
Deutschen Bavadtung, Quoted in The Building News, Sept. 10, 1880. 



COLLIEET WOEKENGS STEUCK BY LiaHTNINQ. 
The IirsTiTUTB of Miking Enginbbes. 

A meeting of the members of the North of England Institute of 
Mining and Mechanical Engineers took place in the Wood Memorial 
Hall on Saturday, Mr. G. C. Greenwell in the chair, when the secre- 
tary read an account of an investigation which had been made into a 
statement that lightning had entered Tanfield Moor Colliery on the 
12th of July last, and traversed the workings in several directions. 
Mr. Wm. Joicey kindly gave permission to examine the witnesses of 
the occurrence, and the workings of the colliery, so that a complete 
and accurate report could be drawn up of the circumstance ; and on 
the 30th of July, Mr. C. Berkley, Mr. J. B. Simpson, Mr. W. H. 
Hedley, and the secretary went out to the colliery, and were met by 
Mr. W. Joicey, one of the owners ; Mr. Pringle, the viewer ; and 
Mr. Arkless, the resident viewer. The top of the working shaft at 
the colliery is 34 fathoms from the Shield Eow seam. An incline 
bank leads northwards from the working shafb and ultimately reaches 
the day by a drift, and a little to the south is an up-cast shaft. The 
engine way leads south from the working shaft, and goes in-bye to a 
goaf. Between the goaf and the working shaft are two down-cast 
shafts. Erom what can be gathered the lightning passed down the 
working shaft and struck the flat sheets, and then divided itself into 
two parts, one of which went north up the incline way and probably 
passed out to the day by the drift, where it was supposed to have left 
traces of its exit in marks upon a bank near by. The other part 
went south along the engine way ; but after passing a point where it 
was noticed its further course was not known. The thill of the seam 
is composed of soft sagger, and the roof of strong post, both of which 
would offer great obstruction to the absorption of the electric fluid ; 
and the probability was that this portion of the fluid had been dissi- 
pated in the goaf, or had forced an exit by way of the down-cast shaft. 
The evidence taken was appended. — Joseph Kirtley, back-overman, 
said a light, distinct but not very bright, fell and struck the flat sheets, 
and split up into several lights like a lot of lighted matches. He 
could only see the light for a moment among the tub wheels. It 
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strack the puller-out, "Wm. Watson, on the arm, and he complained 
that his arm was numb, and when he got home it was yellow from the 
wrist to the elbow. A heavy peal of thunder was heard very 
distinctly almost at the same moment. "No injury was done either in 
the shaft or on the road where the lightning was said to have passed. 
He could liken it to nothing better than a box of matches all struck at 
once. — James Offord, onsetter, said he heard a crack like the report of 
a small pistol, and saw a light elope to his feet. — ^William Watson, 
puller-out at the bottom of the pit, said he saw a flash of light come 
down and heard a noise like a gun: it struck on the plate or flat 
sheet. He saw the light diyide when it struck. The light when it 
struck was very bright, but did not brighten up the place to any dis- 
tance. — Thomas Chrisp, a deputy, said he saw something like a lot of 
fire flying, and thought the tram had cut the point. It was 
as though a person had trodden upon matches and they had gone ofl*. 
The flre seemed a little larger than the light of a candle, and to the 
best of his judgment came along the metals. — John Greener saw a 
light on the rail about the size of a candle flickering, not steady. It 
appeared to travel along the rail, and as it passed the tram made a 
noise like the crack of a pistol, and he thought it was matches or 
something on the way that was cracking. — John Hagan, a putter, said 
he saw the lightning come along the plates. It caught him as it passed 
and gave him a queer feeling in the legs. It made a sharp, cracking 
noise in the plates like a gun. — George Chrisp, a siding minder, said 
he was about 50 yards from the shaft, and heard a crac^g noise, and 
saw a bright light and flash of fire against the big winding sheave, two 
feet diameter, like five or six matehes going ofE at once. There were 
no tubs running by at the time. — Matthew Hardy, an engine flatter, 
who was about 100 yards along the shaft siding, said he saw a light 
like a spark from a lamp, and there was a noise like a mateh being 
struck by a tub passing over it. The light appeared to be close to 
him on the rope, which was running. — It further appeared that the 
rails, were fished ; that it was not noticed whether the lightning came 
down the rails or the rope ; that it was a self-acting incline ; that a 
noise as of a pistol or gun shot was heard when the light came to the 
tram ; that a similar noise was heard as the light left the tram; and 
that the metallic contact might have been broken here by a fish-plate 
being off*. The gentlemen who conducted the inquiry had every reason 
to believe that the information thus obtained forms a valuable record 
of the occurrence, and places beyond doubt the possibility of lightning 
penetrating into the workings of collieries. — ^In the course of the dis- 
cussion which followed the reading of the paper, Mr. A. L. Stevenson 
mentioned the occurrence of a similar circumstance at Page Bank, 
about 10 years ago. — Professor HerscheU said that in order to produce 
an explosion the electric fluid must come in contact with a highly 
explosive mixture; and the occurence in question showed the de- 
sirability of lightning conductors at collieries, and of the subject being 
investigated by mining and electrical engineers. — Cordial votes of 
thanks were given to the authors of the papers. — Newcastle Daily 
J<ywmal, October 5th, 1880. 
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ACCIDENTS BT LIGHTNING at thb SWAN COTTON MILL, 

CHADDEETON, OLDHAM. 

EeFOBT by J. DOHEBTT, A.8.T.E. 

[On July 13th, 1880, during a thunderstorm, the large 400 light gas 
meter of this mill, though locked up in a cellar, and with no light near 
it, exploded, and the gas, which is supplied through a 4-inch main, 
was ignited. This was repaired, but on July 6th, 1881, during 
another thunderstorm, precisely the same accident occurred. At 
the request of Mr. Preece, F.E.S., Mr. Doherty, of H. M. Postal 
Telegraph Service, went and inspected the works, and forwarded 
the following report. — Ed.] 

2l8t July, 1881. 
A very careful investigation of the Swan Mill premises has been 
made, with a view of arriving at some explanation of the recent injury 
to the gas meter, which was undoubtedly caused by lightning. The 
building is a large one, having for its internal supports a number of 
cast iron columns running from floor to basement, and on the top of 
the building, I am told, there are numerous iron gutters; round the 
various rooms are carried large iron gas pipes, and in numerous 
instances this gas piping is dead against the iron caps of the columns, 
thus the lightning may have struck any portion of the building, and 
the current have been conveyed, safely, by the gas piping to the large 
gas meter, where an imperfect joint (el^rically imperfect) existed, 
viz., an india-rubber ring placed between the faces of the iron joint. 
It is to be regretted that the connecting pipes were not on the premises 
at the time of my visit, otherwise I could have spoken with a greater 
degi:^ of certainty, but I have not the slightest doubt in my ovni 
mind as to the insulating ring between the joints being the cause of 
rupture. 

Tests were made, showing that the continuity of the present pipe is 
lessened by the existence of another india-rubber ring, and the oxida- 
tion of the connecting screws at another joint. 

I advised the Directors of the Spinning Company to connect the 
oui>-let and in-let main pipes by iron or copper wire straps. I feel 
convinced that if this had been done prior to 5th July the accident 
would not have occurred. 

J. DOHBBTT. 



ESSAY ON THE EFFECTS OP HEAVY DISCHAEGES OP ATMOS- 
PHEEIC ELECTEICITY, as bxempliitbd is the Stobms op 
THE Sttmmeb op 1846 * * * ♦ AND Eemabks on thb Use 
Aim Application op LIGHTNING CONDUCTOES. 

By E. Highton, Esq., C.E. 

(Transactions of the Society of Arts for 1846-47. London. Sm, 4to). 

(Abstracted by G. J. Symans, F,BJS.) 

The author's primary object in studying the subject was the dis- 
covery of a method of protecting telegraphic apparatus jfrom injury 
and danger. That has long been accomplished, but some remarks 
in the Paper seem worthy of extraction. 
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Mr. Highton went over St. George's Church, Leicester, a few days 
after it was wrecked by the lightning. He says that the sexton told 
him that three minutes before the flash he had been tolling the curfew 
bell, and, " while in the belfiy, he noticed a kind of light on the clapper 
of the bell, and heard also, as it were, a sort of hissing noise." 

[This seems to prove two things — (1) The fallacy of the old notion 
that ringing the church bells sent away thunderstorms (see also ante, 
p. (37) ;) and (2) that even very imperfect conductors, such as this 
conductorless steeple, carry off much electricity by the silent or brush 
discharge. — G. J. S.] 

Mr. Highton found that the leaden flashings were frequently burst 
up, the lead being sometimes forced up somewhat like a miniature 
volcano. This he attributes to the explosion of confined atmospheric 
air, but obviously water converted into superheated steam would 
yield a greater expansive force. 

The author quotes a case at Water Newton, Wansford, Northamp- 
tonshire, where, although the Church had tower and spire, and the 
whole roof was covered with lead, a tree 90 feet from the spire, and 
not one-third the height of the spire, was struck, but the Church was 
not. This the author attributes partly to the action of the leaves of 
the trees, and partly to there being no iron or other vertical spouting 
to the Church. 

Mr. Highton's " Practical Bules " are literatim et verbatim : — 

let. Where a building has any quantity of vertical metallic work, it is quite 
necessary, for its protection against Lightning, that it should have an artificial 
Lightning Conductor, (unless the materials of themselves form a natural one). 

§ndly. It is very desirable, that all metallic circuits, especially those in a 
vertical direction, should be metallically connected with the system of Light- 
ning Ck)nductors. 

Srdly. That, in many instances, a single insulated Lightning Conductor 
attached to a building may become positively injurious and dangerous ; as it 
may cause many a cloud to discharge its eiectnc force at that point, which 
would otherwise have passed over, and poured its power in some other 
channel. 

4thly. That, where Lightning Conductors are employed, they ought to be 
thoroughly well erected, and every course or channel that the Electric fluid 
has open to it carefully considered, and a division of the charge in those 
quarters provided against. 

5thly. That a Lightning Conductor, or a system of Lightning Conductors, 
where properly and scientifically erected, are perfect safeguards against the 
effects of heavy discharges of Atmospheric Electricity. But, if improperly 
applied, they may become a most dangerous addition to a building. 

othly. That it is essentially necessary for the safety of the public, that all 
public buildinc^s, and especially churches, should, if naturally deficient in safe 
and secure Lightning Conduction, have artificial Lightning Conductors erected 
for their protection. 

The above are given as a few general rules. It is difficult, however, and 
almost impossible, to lay down any fixed and definite rules for the erection 
of Lightning Conductors, to be applicable to even/ building ; as the ver^ form, 
shape, and position of the building, and the relative position of builmngs in 
the immediate neighbourhood, so materially affect the data for the formation 
of those rules. In all cases, therefore, I consider it much better and safer for 
an Architect to call in a person of knowledge and ezperiei^ce in this branch of 
science, for directions for the proper erection of Lightnittg Conductors, than 
to trust to any printed rules whatever on the subject. 
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That, as it is better in cases of illness where life is in danger to call in a 
medical man than to apply oneself the remedies set f ortii in works on medicine, 
so is it better, in the protection of buildings from the disastrous effects of 
laghtning, to trust only to the opinions and directions of those who have 
given to this difficult branch of science their study and attention. 



THUNDEESTOEMS. 

Bx PaoFBSBOB T^T, r.E.S. 

[Delivered in the City Hall, Glasgow. Nature Aug. 12th, 19th, 

Sept. 2iid, 9th, 1880.] 

{Ahstrcuited ly W. H. PreecCj Esq., G.E., F.B.S.) 

While a few years ago no qualified physicist would have ven- 
tured an opinion as to the nature of electricity, now, thanks to 
Clerk-Maxwell, electric and magnetic phenomena are regarded as 
mere stresses and motions of the ether, and are brought within the 
resources of mathematical analysis. 

Thunderstorms are accompanied by darkness, the result of the in- 
tense shadow of peculiar thick clouds charged with electricity, whose 
height varies from 30 yards to 3 miles. The air is never free from 
electricity. Snow, sleet, hail, and "luminous rain" are frequently 
indications of great electrification. The atmospheric electric charge 
is usually positive, and is probably the result of evaporation, but clouds 
themselves are more generally negative. 

Lightning, as a source of light, is very brilliant, comparable even 
wjth the sun, but its duration is extremely short, hence its intensity 
is about equal to that of full moon. The motion of a flash cannot be 
detected ; hence when people say they saw a flash going upwards or 
downwards, they must be mistaken. It is an optical illusion. The 
peculiar zigzag form, occasionally bifurcated, is that of a very large 
electric spark, varied by local electrification and heat. 

The motion of electricity is due to a difference of potential or 
electrical pressure. The power of a machine is. measured by the ut- 
most potential it can give to a conductor, and the time required to 
charge the conductor depends on its capacity. The damage which 
can be done by a discbarge is proportional to the square of the 
charge, and inversely to the capacity of the receiver. Doubling a 
charge gives fourfold a shock. 

Electricity is entirely distributed on the surface of conductors. The 
quantity per square inch of surface is the density, and the density 
varies with the form of the conductor. On a very elongated body, 
terminating in a point, the density becomes so exceedingly great that 
the outward pressure of the electricity tending to escape forces a 
passage through the surrounding air. Proper lightning rods must be 
surrounded with a number of sharp points, lest one should be injured. 
The proper function of a lightning rod is not to parry a dangerous 
flash of lightning : it ought rather, by silent but continuous draining 
to prevent any serious accumulation of electricity in a cloud near it. 
Hence it must be thoroughly connected with the earth. At Pieter- 

Q 
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maritzbmgli, which is well ooyered with lightning conductors, thnn- 
derstonns are frequent, hut they cease to give lightning flashes 
whenever thej reach the town, and thej begin to do so as soon as 
they have passed oyer it. 

The violent disruptive effects produced by lightning are principally 
due to the sudden vaporization of moisture. Heated air conducts 
better than cold air. Hence the killing of flocks and herds. 

There is little or no danger inside a thundeivcloud. Thunder-bolts 
(so called) are due to the vitriflcaiion of sand through which a dis- 
charge has passed. The smell that accompanies lightning is due to 
ozone. 

Sheet lightning and summer lightning are due to the lighting up of 
the clouds by flashes of forked lightning not directly visible to the 
spectator, sometimes even beneath the horizon. 

Thunder corresponds to the snap of the electric spark, intensified 
and re-echoed from clouds and surfaces. A longer zigzag flash acts 
successively and intermittently from portions farther and mrther from 
the listener. Hence the crash, clap, rolling and pealing of thunder. 
The extreme distance that it is heard is about ten miles, although 
guns have been heard fifty miles. 

Fireball or globe lightning undoubtedly exists and is probably due to 
a species of natural Leyden jar, very highly charged, which no light- 
ning rod can destroy, except, perhaps, a close net work of stout 
co ppe r wires. 

Water is the chief agent in thunderstorms. Copious rain and hail 
always accompany them. Hot moist air precipitating its moisture as 
clouds as it ascends, cooling by expansion but warmed by the latent 
heat of the condensed vapour is the main spring. The condensation 
of aqueous vapour is accompanied by an enormous development of 
energy. A fall of one-tenth of an inch of rain over the whole of 
Britaui gives heat equivalent to the work of a million millions of 
horses for half an hour. The mere contact of particles of aqueous 
vapour with those of air produces a separation of the two electricities. 
Aqueous vapour condenses into cloud particles, and the agglomeration 
of cloud particles into rain drops would enormously increase the 
original potential of the electrified vapour. 

The column of smoke and vapour discharged by an active volcano 
gives out flashes of lightning. Cloud caps on mountains frequently 
do the same. Ascending currents of air mean change of density, 
difference of pressure, heat condensation, and all the conditions re- 
quired to produce a thunderstorm, with its efiects forming " one of the 
most exquisite of the magnificent spectacles which nature from time 
to time so lavishly provides." 



On the PEOTECTION of BUILDINGS feom LIGHTNING. 

By Captaut J. P. Buoznill, E.E. 

(Abstracted by W. H. Preece, G.E,, F.BJ3.) 

In the first part of his paper the author popularly explains his own 
views of electricity, the causes of thunderstorms, and the purpose 
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serred by a lightning conductor. He urges the theory that light- 
ning is mostly to be feared by those who live on well conducting 
areas ; and that nonconducting areas, such as chalk hills, suffer the 
least, because their inductiye influence on charged clouds is less than 
in the former case, even though they be on low ground. Points act 
as leaks, warding off lightning by neutralising harmlessly the oppo- 
site electricities. The trees of a forest act as a mass of points, 
silently discharging thunder clouds. The potential of a thunder 
cloud is often a million and a-half volts. The function of a lightning 
conductor is '' (first) to attract the lightning to another spot if possi- 
ble, and (second) to arrange that even if the building be struck, the 
work shall be given out at other portions of the path of the stroke." 

He advocates strange views as to the space protected by a light- 
ning conductor, which, if true, would tend to show that there is no 
safety in lightning conductors at all, for according to him, the safe 
area rule may be upset in practice by all sorts of accidental circum- 
stances. He has, however, not grasped the meaning of the rule. He 
advocates the use of iron as the best metal to use, specifying a weight 
of 2 lbs. per foot. He thinks wire ropes are more easily applied than 
rods, ribbons, or tubes, and prefers a rope 1*2 in. diam. of six strands 
of seven No. 11 B.W.Q-. wire, each round a hemp core — costing about 
5d. perfect. Conductors should be specified m terms of electrical units, 
viz. : '3 ohms per 1000 yards, and be continuous. Every unavoidable 
joint should be soldered. He has found in practice many bad joints, 
especially in copper conductors. -At Tipner one gave 10,000 ohms, 
and one in the Isle of Wight 700 ohms. Each joint was apparently 
quite sound. He considers that lolly conductors require no ad- 
ditional conductivity per unit of length, and that high l^htning rods 
are only required in exceptional situations. 

Several points are preferable to a single point, because the 
" gathering power" is increased thereby, and the chance of lightning 
striking other things in the immediate vicinity of the conductor is 
proportionately diminished ; the top of the rod is less likely to be 
fused when struck, the stroke being divided between the various 
points ; and also because the brush discharge is thereby facilitated. 
He dwells with much emphasis on the importance of the earth con- 
nection, which he regards as a joint, and advocates greater siLrface 
than is usual at present. He illustrates an excellent deep earth con- 
nection formed by a galvanised cast-iron pipe, 10 feet long and 1 foot 
in diameter, sunk in a well below the water level in the dryest season. 
He insists that both deep and shallow siLrface earths are required. 

Lastly he insists on periodical inspection, and the care^ applica- 
tion of electrical tests. In an appendix he describes his own testing 
arrangements, with the results of nearly 500 tests made by him for 
the War Department, from which he concludes " that with the light- 
ning conductors erected as they are at present hy the War Department^ 
electrical testing is of small value." Nevertheless, in spite of this 
strong condemnation he asserte that the conductors now existing on 
our magazines and fortifications have never yet failed. 
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SpEOiEiOATioir (No. 3925. September, 1880) of Samuel Ytlb. 

LIGHTNING CONDXTCTOES. 
(Abstracted hy G, J. Symona^ FMJ3,) 

The inyention may be divided into two parts. In the first place, 
the inventor proposes that in lieu, for instiuice, of the central strand 
of a seven-strand copper wire rope, there shall be a central vnre in- 
sulated from the others, and only connected to them at the junction 
with the upper terminal, while at the bottcmi this insulated wire is 
led up from the e^uth to some place where it is easy of access. 

Secondly, there is a differential galvanometer, resistance coil, and 
other apparatus, which being connected with the conductor and with 
the insulated wire, will enable the efficacy of the conductor to be read 
oft at any time. 



On the PAETIAL PROTECTION of BUILDINGS. 

(By Prof. T. ffayter Lewis F.S.A.) 

The following are suggestions whereby the ordinary materials used 
in building may, to some extent, be utilised as protectors against 
lightning:— 

(1) When the roofe and sides of a building are covered v^ith gal- 
vanized sheet iron on a framework of wood, if these coverings have 
good earth contacts, either by themselves or through the ordinary iron 
rain-water pipe, the building may be considered safe. 

(2) Cottages and small houses have usually iron eaves gutters, 
slate or tile hips and ridges, cement flashings, and iron rain-water 
pipes. If the joints be sound, and the earth at the foot of the rain- 
water pipes be moist, the houses will, to a considerable extent, be 
protected from the level of the eaves gutters downwards. But as 
they will be quite unprotected about that level, a wire rope or metal 
tape from the top of the highest chimney to the gutters, which will 
very much diminish the risk, is desirable. 

(3) In larger buildings the gutters, rain-water pipes, hips, ridges, 
and flashings of the roof are often made of lead. If the pipes have 
good earth cont-acts, and conductors be fixed from the chimneys or 
other projections to the leadwork, the buildings will be to some 
extent protected. 

(4) When the hips and ridges of roofs are of slate, terra cotta, or 
other non-conducting materials, conductors along the ridges, con- 
nected with the rain-water pipes, and with points along the ridge, 
and to the chimneys, will be required. 

But all the buildings above described would be exposed to the risk 
of imperfect joints, bad workmanship, &c. ; so that no structure can 
be considered as secure unless it be protected by one or more con- 
ductors of approved size and metal, and with carefully constructed 
connections and earth contacts. 
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Catalogue of 143 

Bootham Bar, York 219 

Borrel, M., his views 226 

Boy on xx)ny, pony killed, boy 

escaped •*. ... ... ... rro 

Branches, Connecting 183 

Brandon, D., his Beport 34 

Brass not a reliable metal 62, 124, 227 

„ wire rope used in Bavaria 124 
Break in conductor not fatal ... 53 

„ „ „ to be avoided 63 
Brescia powder magazine blown up 76 
British Association Bex)ort, 1860 46 

Brixton Church struck 84 

Broek, B. Van der. Abstracts by 114, 

119, 137, 138, 140, 141 
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Brook, Conductor to be carried to it 14 

Brooks, D 103,181 

Brough, Mr., on Lightning Bods 

19,-49, 181 
Bruntdiffe, Yorkshire, Gunpowder 

store destroyed 74,216 

Brussels, Town Hall at. Lightning 

protector at 138 

Brydone, Mr., Beport of an acci- 
dent ... ... ... ... 85 

Buchanan, G., on gas works 
diimney ... ... ... ... 89 

Bucknill, Capt., on the protection 

of buildings 243 

Building, containing masses of 

metal ... ... 61 

continually under attacks 

123 
injured, though pro- 
tected ... 27,128 
Long, to have several 
conductors ... 125, 202 

„ Metallic, safe 72 

„ protected by cage of 

wires 132 

struck from 1589 to 1879 126 
Burges, Mr. 190 

Cable conductors {See Bope). 
Cagniaxd de Latour, M., his Be- 

JK)rt on Points 60,66 
cutta, Beport on conductors at 117 

Callaud, A., his Treatise 103 

„ his grapnel in basket 

of coke 131 

Canton, Mr., his e2qperiments in 
London ... ... ... ... 80 

Capacity of conductors 127 

Caps, Cast-iron, to chimneys ... 103 

Carbon in well 180 

Carmarthen, Accident at ... 217 

Casing of lead or wood for iron 

earth terminals 125 

Catalogue of works upon light- 
ning conductors 143 

Caterham, accident at 210 

Cathedral of Alatri 126 

Cavendish, Hon. H., his Beport 76, 79 
Cemented water tank, iron con- 
ductor in it 130 

Chain conductors melted ... 61, 62 
though broken, still useful 54 
obje^onable ... 9, 61, 62, 

88,123 

„ Earl^ use of, as conductors 122 
„ Old iron, for earth terminals 74, 

204 
Chapel, Bycroft, struck ... 45,46 

Chapman, Gen. Sir F. £., his Be- 
porx ... ... ... ... f ^ 

Charcoal for earth terminals 12,16,58, 

125,126 
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Charles, M.,his Report on Instruc- 
tions for erecting conductors ... 67 
Cheapness of galvanized iron ... 132 
Chimney, Accidents to, soon after 

erection 194 

Granite, in Plymouth 

Dockyard, struck... 73 
Metal Caps to be joined 

to Conductors ... 126 
New, contain much 

moisture 194 

not struck that had 

conductors 193 

of Edinburgh Gas-works 89 
over 90 feet have con- 
ductors 193 

rod to be on 100 

rope on, liable to corro- 
sion 126 

Shafts, copper band 

round top of ... 9 
Stacks are Conductors. . 7 
struck ... 27,28,40,46, 

193, 194 
struck because of heated 
air ... ... ...x Xo 

struck before comple- 
tion ... 194 

struck that had no con- 
ductors ... 38, 193 
very rarely struck at 

Glasgow 193 

with soot dangerous 

conductors 106 

Zinc, struck 37 

Church, Brixton, struck 84 

Charles, at Plymouth ... 86 
Christ, Carmarthen ... 217 
Rosenberg, in Carinthia, 

destroyed 1730 ... 123 
St Bride, Fleet Street, 

damaged 126 

Ste. Croix, Ixelles, struck 

by lightning 140 

St. George, Leicester, 

damage to ... 126, 240 
St. Giles, Cripplegate, 

struck 196 

St. Mary, Genoa 126 

Southampton, damage to 126 
Steeple at Bodmin, de- 
struction of .. ... 202 
struck ... 29, 37, 106, 126, 

137, 199 
struck near Isleworth ... 199 
tower, with pinnacles 10, 29, 

137 
towers struck in past 400 

years 202 

with lightning conductor 128 
without lightning rods 
damaged 126 
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Cinders with grating {See Eabth 

Terminals). 
Circuit to be tested by galvano- 
meter 130,244 

Cistern dangerous for base of 

conductor 64 

Claire-Deville, M , his Report ... 67 
Clamps, Iron, acted as conductors 43 
Clark, J. E., Accident at Boo- 

tham Bar, York 219 

„ Latimer, Abstracts by ...103, 

106 
Clay, Conductor to betaken below 

surface of 14 

Clevedon Church struck 12(i 

Clifton, E. N., his Report ... 41 

Clips, Gun-metal 24 

Clouds are not perfect conductors 101 
Cluster of jwints {See Points 

Multtplk). 
Coke, broken, better than char- 
coal ... ... ... 116 

„ prevents action of sulphur 120 
„ round conductors ... 9, 1 16» 

118, 126, 131 
(See Earth Terminals). 

Cole Brothers 192 

Colliery Chimney neap Sunder- 
land struck 193 

„ Workings, Lightning in... 237 
Colson, J., his Report ... 28,34 
Commission on damage by light- 
ning 127 

Comparative resistance to fusion 141 
„ „ rupture 141 

Conducting power depends on 

amoimtof copper 
in conductor ... 200 
„ of metals 74, 124,131, 

139 

„ of wires 177 

Conduction, is it a question of 
surface or of massP 16, 18, 49, 

132, 
Conductive capacity deficient in 
irreeB ... ... ... ... Xa^i 

Conductor at ends of buildings 
has radius of protection 

lessened 134 

Construction of 63, 107, 178, 

179 
Cost of, for Houses of 

Parliament, ^314... 122 
damaged by holdfasts 116, 

193 
destroyed at groundline 131 
partly destroyed, yet 

useful 62 

deteriorate 127 

dimensions of {See Size 

of). 
do not attract lightning 88 
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Cbnduetor, erery, should be eom- 

plete in itself ... 22 

Eumination of ... 9, 72, 1Q2, 

111, 124, 127, 130, 131, 

132, 179, 244 

Expansion of ... 11, 70, 125, 

128,226 

IfiTSt ..• ... ••• Ijax 

„ in England 85,121 
„ in Europe ... 122, 129 

for lighthouses 195, 199 

for iron ships ... 122, 200 

for wooden ships. Snow 
Harris's ... 19«5, 199 

for steeples, with hori- 
zontal bands ... 125 

how to be connected 
with metal portions 
of buildings 65, 125, 126, 

128 

imporfeet. Effect of 21,209 

in contact with metal 
in chimney Ill 

influenced by newwater 
and gas mains ... 127 

influenced by trees ... 127 

is it to be a rope, rod, 
tube, or band? 18, 132, 

195 

Joints in {See Joints). 

laid in underground 
water 128 

led into cemented water 

tank 130 

„ water butt ... 107 

Main ... ... ... 183 

must protect ridge, 
gable ends, and eaves 112 

not to be insulated {See 
Insitlation). 

not to rise less than 
15ft. above chimney 122 

now same as Frank- 
lin's 124 

number necessary, how 
determined 51 

of copper ... 107, 130 
and zinc wire 205 

tape 206 

rope 196, 203, 
the best ... 125 

of hollow tube . . . 122, 196 

of Hotel de Ville, Brus- 
seis ... ... .1. x^o 

of iron ...55,107,125,131, 

139, 140 

of large surface better 
than rod 113 

of links of copx>er ... 202 

of numerous thin wires 130 

of solid bolt 196 

of zinc wire melted ... 107 
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Conductor on buildings, to be 

linked together ... 204 
M on churches at Torquay 

defective 130 

M on ridge of roof 125 

outside 60,126 

,. Points of (See Points.) 
H properly made, and pro- 
perly fixed, insures 

safety 12 

N protects conical space 
{See Pboxbgtion, Abba 

OP). 

reached water without 

earth plate 128 

Ridge 68,177 

should extend above 

building ... 106,202 

should it present a large 
surface section? (&e 
Abea Sectional). 
size of, 10, 12, 18, 19, 22, 86, 
119, 125, 126, 129, 131, 
192, 194, 202, 214, 223, 
225,243 
spirally coiled up ...128 
struck by lightnmg ... 128 
8upx)osea perfect, proved 

defective 131 

theory and action of... 106 
to be close to wall of 

building 11, 15, 

86 
to be continuous ... 179 
to be fixed by iron 

staples 125 

to be 4 inches from 

walls and roofs ... 118 
to be inside ... 126, 225 
to be on side most ex- 
X)osed to weather ... 60 
to be of metal of high 

conductivity ... 131 

to be symmetrically 

arranged 105 

to earth by shortest 

route 126 

to gas and water 
mains {See Eabth 
Terminals). 
to Middlesboro' Hos- 
pital 204 

to rest in hooks ... 179 
to St. Alphage Churdi, 

Greenwich 206 

to St Michael's Church, 

Blackheath 205 

Cone of platinum {See Plati- 
num). 
Conic Terminals {See Points). 
Conference Circulars by the light- 
ning Bod 3, 175 
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Conic Space, protected (^See Fbo« 

TBCTION, AKEA op). 

Connection {^8e$ Eabth Termi- 
nals, and also Joints). 
M of metallic masses 

9, 10, 76, 77, 186 
„ „ not necessary 126 

Contact between iron and copper 

tobeayoided Ill 

Continuity between point and 

earth contact 129 

Contraction to be proTided for 70, 

125, 128 
Copper and iron form best con- 
ductors 119 

and iron soldered ... 107 
and zinc wire bad.f or con- 
ductors 205 

Australian 124 

better than silver 139 

conducting power of 19, 124, 

131 139 
conductors 18,70,86,117,' 

119, 125, 126, 130 
conductor too small ... 126 
earth plate in dry sand ... 128 
is it alone to be used P ... 18 
less liable to oxidise ... 131 
not to be in contact with 

galvanized iron 102 

nuts 192 

or iron conductors 70, 192 

plates, bent 125 

plate ending for con- 
ductors 128 

plates to provide for ex- 
pansion 125 

points (^See Points). 

preferred to iron 131 

purity of 19, 124 

rarely used 125 

tape recommended 206 

rod conductor ... 185, 186, 202 
rod, i in. diam. has never 

been fused 125 

rod on Eddystone light- 
house 184 

rope conductor carelessly 
nxeci ... ... ... JL&D 

rope conductor insulated 194 
rope to be used ... 125, 131 
„ of thick wires 

Russian 124 

Spanish 124 

tubinfir 74, 122 

wire nised throughout its 
length ... ... ... 195 

wires, deterioration of ... 114 

wire rope applied to St. 
Paul's Cathedral ... 131 

wire rope, dimensions of 

8,223 
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Com stains fired by lightning ... 187 
Coronal to be placed on chimneys 132 
Corrosion of joints of rod ... 126 
Cotton Mill, Explosion at ... 239 
Coulomb, M., his Report ... 51, 53 
Couplings, form of {See Joints). 
Coutts' Brewery, a rod at ... 89 

Cramps, iron, stones held by ... 29 

Cross, Metal 53,85,227 

Croxton Park, trees struck ... 48 
Cruickshank, A., his Report ... 44 
Crutches on roof to carry rod 52, 227 

Current^ what it is 100 

Cutting and Co., their conductor 

coumin^ 216 

Cylinder m water (See Eabth 

Tebminals). 
Cylindrical rod or wi^e rope the 

DeSv ... ... ... a*. X04 



D'Alibard, M., his experiments at 

Ju.ariy ... •«. ou 

Damage to building by alteration 
of x)Osition of sate ... ... 127 

D'Amico, Sig 179 

Damp air, a conductor 48 

Dampness of new chinmeys cause 

of Deing struck 194 

Danger of explosion from use of 

gas pipes 201 

Davioud^ M., his report 67 

Davis, H. D., suggestion about 

gas pipes 201 

», Jno. & Son, their answer 

14,15, 17 
Davy on conducting power of 
juenais ... ... ... ... ... JL^4 

Deaths from lightning ... 100, 126 
De la Place, M., his Report to 

French Academy 61 

De la Rive says blunt points or 

balls equally effective 106 

De la Rue's (Dr. Warren) experi- 
ments ... ... ... 133, 135 

Delaval, M., his Report 76 

Delieul, Messrs., points made by 06 
De Lor, M., his experiments in 
x^ans ... ... ... ... Ovf 

Denmark, lightning conductors 

XU • • • «•• ••• ••• ••• X f vf 

Desains, M., his Report 67 

De Saussure's neighbours fright- 
ened at his conductors ... 122 

De Senarmont^ M., his Report on 
points ... ... ... ... 66 

Designs for protecting private 
houses 125 

Despretz,M., his Report on points 66 

Destruction of conductors by use 
of iron wall eyes 131 

Dimensions of conductors {See 
CoNDUCTOBS, Sizes of). 
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DimeiiBioDB of upi)er terminals 17, 18 
DUcharge diverted from conduc- 
tor by an anchor .« 128 
from thunder cloud oyer 
plane surface would 

be vertical 127 

of electricity by trees 
lessens energy of 

lightning 127 

of eiectricify of high 
potential obeys laws 

of Ohm 134 

of lightning — Earth 

contact 131 

passes through con- 
ductor, Faraday ... 132 
Discharging fork to be attached 

to lower end of conductor 11, 231 
Doherty, J., on explosion at Swan 

Cotton Mill 239 

Doors, copper, to magazines ... 74 

„ iron, to powder store ... 76 

„ lightning passed out of 27, 48 

Drain, conductor to be led into... 14 

Due, M., his Report 67 

Dugmore, Mr., his evidence ... 198 
Duhamel, M., his Report 60, 66 

Dulong, M., his joint instructions 59 
Dum Dum, accident at ... .. 181 
Du Monoel, Comte ... 67, 226 

Dungeness Lighthouse ... 183, 186 
Duprez, M., his statistics of build- 
ings and ships struck 91 
„ on height of points... 96 
Dymond, E. E., Abstracts by 51, 108 



Earth, "bad" 110, 117, 126, 127. 209, 

210, 218 
moist, better than a well 

for end of conductor ... 74 

plate, pipe, or tube 9, 24, 100, 

114,115, 118, 120, 128, 177, 179 

186,231 
plates at Torquay carried 

out to sea ... 130 

„ unnecessary ... 16 

Terminals 11, 13, 14, 15, 21, 66, 

95, 102, 106, 109, 

116, 126, 131 140, 

180 

at base of rain 

water pipe... 132 
bad ... 110,117,126, 
127, 209, 210, 218 
Borreirs ... 226 

Callaud's 104,125, 131 
destroyed in moist 

earth ... 116 

Discussion on... 131 

Duplicate ... 65 

importantll,71,126, 

131,243 
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Earth Terminals of conductors in 

iron box 126,231 
M H of conductors, 

Stothard, Lt- 

Col 130 

in wells 15, 56, 60, 74, 
77, 100, 118, 126, 139 
179, 180, 231, 243 
iron should be 

galvanised ... 120 
length of ... 11 
multiple 139, 243 
Oxidation of 125, 131 
Rules for 64, 72, 132 
to be accessible 68 
to be carried 
away from 
building ... 107 
to be connected 120 
to be deep and 

wet 107 

to be good 126, 130 

to be in moist 

ground 21, 52, 55, 

56,58,74,113,118, 

123, 124, 125, 126, 

131 
to be tested 111, 131 
with charcoal 
cinders or coke 
9, 12, 16, 23, 24, 
58, 104, 116, 120, 
125, 126, 131 
with coil of con- 
ductor ... 9 
with galena, &c. 58 
with gas pipes 

{See Gas). 
with iron forks 

or harrows 11, 131 

with old iron 74, 204 

with water, 52, 53, 

67, 68, 126, 

130,140 

„ pipes 9, 26, 46, 

65,66,68,118, 

125, 126, 127, 

128,132,231, 

235 243 

Eddystone Lighthouse 183, I84/186, 

189, 191 
Effects of climate on copper and 

zinc wire ropes 205 

Electric current checked ... 193 

„ discharge takes path 

with best conduction 127 
fire not diverted from its 

path by rod 125 

Electricity a terribly explosive 

power 72 

Atmospheric 98, 112, 117, 

119 
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Electricity, f rictional and atmos- 
pheric the same 82, 112 
„ carried off by water 

pipe 126 

for telegraphic piu>- 
poses follows Ohm's 
xaws ••• ••• •••X ijtj 

is force, not matter ... 100 
of earth negative — at- 
mosphere positive . 112 
Static, laws of ... 132 

will leave small con- 
ductors for large ones 204 

Electrodes 110 

Elevated rods preferable to low 

conductors 79 

End of conductor, lower, to be 

coiled up 9 

Energy of lightning lessened by 

XawwB ••• ••• ••• •••Xiuf 

England,accidents from lightning 12(5 
Escurial, no conductor on ... 100 
Examination of Conductors (^See 
CoNDUCTOBS, Examination 
of). 
Expansion of conductor to be 

allowed for 11, 70, 125, 128, 226, 229 
Experiment on wire across 

Thames 121 

on plait of copper 
and zinc wire at 
Blackheath . ... 205 
with a very thin 
strip of tinfoil ... 199 
„ with glass rods ... 121 

Explosion of a gas meter ... 239 

Explosions, electrical, their cause 81 
Extent of surface does not favour 

lightning discharges 134 

Eyes for fastening conductors 99, 1 15 
{See Attachment^. 

Faraday on conductors 83, 84, 89, 102, 
132, 183, 186. 187, 189, 190, 
195, 196, 199. 
Field, Eogers, C.E., on accident 

at Gaterham ... 210 
„ on ventilating pipes 216 
Fire of inflammable matenals ... 127 
First conductor erected in Eng- 
land 85, 121 

First conductor fixed in Europe 

at Hamburg 122 129 

Fixing conductors to ships .. 87 
Fizeau, M., his report on powder 

magazines 66, 67 

Flagstaff should have a con- 

„ ductor 70 

„ struck ... 44, 187, 196 
Flashing, Lead, how to connect 

wire rope with 10, 11^ 34 

Flash, lightning, effects of, ... 84 
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Flow of electricity through con- 
ductors 133 

Flues copper 183, 185 

„ lightning passed down, 38, 39 
„ warm, and an iron grate, a 

dangerous conductor ... 101 

Forest Hill, chimney of house 

D La UC/Xk ••■ ••• ••• ••• 0(7 

Forms of upper terminals {See 

Point), 
Formula for determining area 
protected {See Pbotection, 
Abea op). 
Foster, Prof. G. Carey, on Per- 
sonal safety 233 

Fountains, Public, conductor lead 

away from 56 

Franklin, Dr., and wet rat ... 85 
discovered pointed 
metal best conductor 121 
erected lightning rod 

to his house ... 121 

experiments ... 79, 84 

„ repeated 
by Buff on & DaUbar... 115 
first conductor was 

melted 116 

his report to French 

Academy 51 

on cold fusion ... 102 
on connection of light- 
ning rod 54 

report on Purfleet 76, 126 
round rod best ... 114 
success in pushing use 

of conductors ... 121 
tried his kite success- 
fully 121 

Freeman & Collier, their answer, 

10,17 

French instructions 51 

„ „ on area protected.. 22 

Fresnel, M., his instructions ... 59 
Frost, A. J., Abstracts by, 99, 118 
Fusion, metals which resist, only 

to housed 139 

of defective conductor ... 215 
of rod, Wheatstone on ... 83 
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Gable near conductor struck by 

lightning 28 

Galena, and melted sulphur, 

Bed of for end of conductor ... 58 
Galvanic action between iron 

and copper ... Ill, 130 
„ of wet and smoke on con- 
ductors 205 

Galvanised conductor painted ... 139 
iron 19, 67, 68, 72, 101, 
120, 124, 125, 132, 139 
not to be in con- 
tact with copper 102 
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Galyaoised iron best materud 

for earth contact 130 
GalTanometer for testing earth 
currenta... ... ... ••• 131 

Gaa and water maina 113 

„ „ „ utilisation of 9, 28, 37, 
39, 44, 72, 100, 102, 
103,108,114,117,125, 
126,128,138,201,231, 

235 
Gas coke for earth terminal 23, 24 
Gases from chimney injure eon* 
doctors ... ... ... ... Ill 

Gas ignited 219 

„ meter exploded 239 

Gasometer s^ck 43 

Gas-pipes, Soft metal, not to be 

used as oondnctors 108 

Gayarret's, M., experiments ... 139 
Gavey, J., on accident at Car- 
marthen ... ... ... ... 217 

Gay Lussac^ iron eondnctor re- 
commended 104 

German ** reception rod ** of iron 125 

Geneva cathedral 103 

Genoa, St. Mary's Churdi ... 126 
Gilbert, Dr. (1600) magnetic and 

galvanic action one force ... 120 
Gut point (See Point Gildsb. j 
Girard, M., his instructions ... 59 

Girders, how connected 10 

Glass, foundation of house in- 
sulated 118 

insulators (See Insulatobs.) 
repeller ... 83, 185, 186 

Globular Lightning (See Light- 
ning, Ball). 
Goldie's, Mr., experience ... 193 

Goyemments, French and Eng- 
lish, size of rod sanctioned bv 12 
Grapnels and gratings for earth 

plates 125, 126, 131 

Gray, J. W. and Son, their 

answer 7-9, 17 

"Gridiron,* Termini of ribs 

pointed 23, 24 

Groome's, J. B., evidence 196, 197, 198 
Ground connection {See Eabth 

TXBMINALS). 

M containing ironstone ... 48 

Guillemin's, M., opinion 132 

Gunpowder stores, conductor, 

how to be fixed 82 

Gutters, Metallic 40, 41, 45, 46, 47, 60, 

125, 213 
„ must be connected with 

conductor 60 

„ utilization of 47,125,244 
Guyton, M., his practice with 
charcoal... ... ... ... 58 

Haigh & Son's Colliery ... 74,216 
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Hanis, Sir William Snow, Crown 

adviser ... «•• 8 

n combated the idea that 

rods attracted li^tning 122 
„ eonductors to ships and 

boildmgs 83,122,130,196 
„ in conflict with Faraday 

195, 196, 200 
„ on Sectional Area ... 110 
on copper eonductors ... 202 
on expense of eonductors 49 
on fusion ... ... ... 86 

on hollow or solid oonduo- 

■A/XD ••• ••• ••• § Tx 

on relative conductivity 

of metals 71 

on shipwredts by light- 
ning ... ... ... 90 

onthimderstorms ... 85 

Principles adopted by 70, 101 
regarding insiuators ... 16 
report on safety oi con- 
ductors ... 72, 110 
says dischargee pass over 

surface 132 

f, suggestions issued in army 

circulars 122 

Hauksbee, F., F.R.S., similarity 

of electric flash and lightning... 121 
Hawksley, T., his report ... 37 

Hay a bad conductor 127 

Hay newly gathered, inflammable 127 
Heated smoke from chimney, a 

conductor 132 

Heckingham poor-house struck .. 87 
Height of rods 120, 124, 125, 139, 177 
Hemispheres of brass, experi- 
ments with 106 

Henly, W., his report ... 78, 79 
Henry, Prof. Joseph, on construc- 
tion of lightning rods 99, 181 

Herring's, Mr., evidence 196 

Heryet, Chas. J., his opinion ... 206 
Higginbotham's, Mr., evidence ... 194 
High buildings a source of safety 

to lower ones near 12 

Highton, £., on lightning con- 
ductors 239 

Hill, A., his Report 37 

Hine, G. J., his Report 37 

Hine, T. C, and Sons, Architects, 
ground plan of Nottingham 
v/ftSTie ... ... ••• ■•• aSo 

Holbom Union Inflnnaiy, UK>er 

Holloway, struck 39 

Holdfast, brass 16 

copper 7,8,18,16,21,24^39 
driven in too tight 16, 193 
(See Attachment.) 
Hole in ship's side, made by ugh1>- 
ning ... ... ... ... 62 

Honeyman's, J., evidence ... 194 
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Hook ftnd rings used as joints ... 94 
Hoop iron in brickwork of chim- 
neys struck 46 

Hoops round chimney 89 

Ho|>kins, Kev. G. H., his Report 30 

Horizontal conductor 71 

„ conductors for steeples 125 
Horsley, Bishop, his Report ... 79 
Hotel des Inyaiides, Paris, con- 
ductor on 86 

Hotel de Yille, Brussels, conduc- 
tors of ... ... ... ... 126 

House at Bethnal Oreen cut in 

two by lightning ... 41 
at Bournemouth with 7 

conductors 199 

at C^uines (France) struck 198 
near trees struck ... 127 
of Parliament protected 
by Harris's conductors 122 
„ with two separate con- 
ductors 128 

Hugueny, M. P., on " Le coup de 
foudredeTileduRhin" ... 99 

Ignition depends on retardation 

of discharge 127 

Infirmary, how to be protected 10 
Ingenhousz's, Dr., expenments... 122 
Ingram, Mr., of Belvoir Castle, on, 

trees struck 47 

Inspection of conductors, 9, 72, 102, 

111,124,127,130,131, 
132, 179, 244 
Instructions ... 63,99,176,181,240 
British Army Ciiv 

cular 70 

French Official ... 59 
for formation of 
good earth 64, 72, 132 
Instrument hut at Valencia, how 

protected 105 

Insulation, shock decreased by 118 
Insulators 34, 37, 76,99, 184, 186, 194 

„ approved 13, 118 

„ objected to 8,11,13,14,16, 

21, 24, 68, 69, 73, 86, 89, 103, 

111, 118, 126, 139, 

186,226 

Iron a better conductor than for** 

merly ... ... ... 19 

„ and copper form best con- 
ductors 119 

H as a conductor, not objected 

to if galyanised 19 

„ bar 131,226 

„ „ melted ... ... ... 61 

„ bars on ridge for metallic 

connection 125 

„ better than copper... 192, 243 
„ box for earth contact of 
conductors 126 
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Iron buildings covered with as- 

phalte 70 

„ built ship, metal-rigged, if 

protected 122,200 

„ cables, galvanized, some- 
times used 125 

conductors... 18, 69, 74, 116, 125 
bad ..9, 39, 192 
good ... 81, 243 
cost of, 19, 70, 124, 132 
should weigh 13 
to37oz.perfoot 119 
„ galvanized for conductor 

74,116,132,139 
„ has greater specific heat 

than copper 132 

„ its high temperature at fu- 
sion ... ... ... 132 

„ in coke undergoes no change 116 

„ Joints in defective 116 

„ not to be used for rods ... 123 

„ points 88, 138 

„ pimips reaching to water 

act as attractive points ... 127 
„ rain water pipes, good con- 
ductors 102, 113 

„ "reception rod" used in 

Germany 125 

„ rods on all sides best pro- 
tection 124 

safe in altered position 

caused damage to building 127 
staples and wul eyes 125, 130 
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„ underground/ destruction of 

prevented 125 

„ wires surrounding copper 

wxxe... .a. ... ... ^n^j 

Isolators {See Insulators). 

Italy, Lightning rods used there 179 

Jarriant, M., his books ab- 
stracted ... Ill, 115 
„ his manufactory ... 227 

Jenkin, Professor, says point pre- 
vents discharge ... ... 106 

Jerman, J., his report 37 

Johnson, Clapham & Morris, their 
ansvrer ... ... ... ... lo 

Johnston, W.P 181 

Joints, avoided in wire cables ... 132 

„ Cutting & Co 216 

„ damaged 69,110,126 

„ how avoided in upper 

terminals 23 

„ how made 7, 9, 10, 11, 13, 14, 16, 

20, 24, 62, 56, 59, 63, 70, 71, 

103, 179, 192, 243 

„ must be perfect ... 58,131 

„ of bars always defective... 116 ' 

of extra thickness ... 74 

of rain water pipes ... 132 
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Joints should be metallically con- 
tinuous 20 

H soldered 9, 24, 66, 68, 70, 71, 

102, 123, 125, 139, 

140 141 243 

„ to be avoided 10, 11, 16, 20, 63 

Journal of Society of Telegraph 

En^eers, May 12, 1875 ... 130 

Jupiter" ship strudL ... 62, 95 
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Karsten, Prof. D. O., lightning 
conductors, by 119 

£ew, experiments at, on atmos- 
pheric electricity 112 

Kiiboume, Lieut 181 

Kirch off. Prof., on connection 
with gas mains... ... ... 235 

Kite, Silk, Franklin's experi- 
ments with ... ... ... 80 

Korte's, Messrs., Paper 105 

Lacoine, M., on area protected 134 
Lane, T., his Report ...^ ... 79 
Lantern on lighthouse ... 184, 186 
La Place, M., his Reports 53, 57 

Lateral discharge ... 73, 83, 84, 85 
Latham, Baldwin, on conductors 202 

Law, E. J., his Report 37 

Laws of Static electricity ... 132 

Lead a bad conductor 123 

at joints 94,125 

casing for upper terminals.. 131 

„ floors 188, 189 

„ liked because of fitting 

sharp curves 123 

„ pipefor earth connection... 77 
„ roofs and spouts ... 51, 82, 102 
„ thin sheet of, covering ends 

of wire, very dangerous ., 20 
Leaves of trees draw off electri- 

\^ vj ••• ••• ••• ••• O JL 

Lefevre-Gineau, M., his instruo- 
xions ... ... ... ... o*/ 

Le Gen til, M., his observations... 84 
Length and sectional areas, pro- 
portion between 14 

„ of conductor above top hold- 
fast destroyed 193 

„ of conductor determines 

amount of resistance ... 131 
Lenz, M., on conducting power of 

metals 124 

Lero^, M., his Report ... 51, 53 
Lewis, Prof. T. Hayter, Abstracts 

by 70, 79, 81, 84, 100, 110, 112, 

117, 120, 179 
„ his joint Report... 28,37 
Leyden discharges and lightning 

flashes ... ... ... 84 

,, tiar ... ... ... 1^1. 

Lichtenberg of Oottingen, his 
opinion 129 



Liddell, J., on lightning conduo- 

ductors 202 

Lighthouses and exposed build- 
dings protected did not suffer .. 106 
Lighthouse at Berehaven struck 

by lightning ... 208 
,f dama^^ by lightning 196 
„ lightning rods on 183, 190 
Lightning an immense electric 

spark 123 

Ball... 99, 101, 102, 108, 205, 

242 

Bifurcated 45 

conductor (See Conductor) 

diffused 108 

does it pass inside or 
outside conductor? 15, 18, 

49, 132 

Flash 108 

follows line of least re- 

sistiwce 108 

Force of, exemplified... 45 
Globular (See supra Ball). 
going to earth without 

conductor 128 

identical with elec- 
tricity 82 

incandescent matter ... 100 
in colliery workings ... 237 
leaves conductor and 
enters chimney ... 203 
passed down mainmast 
and through ship ... 195 
passed to iron supports 128 
passing out of a ship by 

a copper bolt ... 205 
Personal safety from 233 
protectors (See Conduc- 

TOBS). 

ran along a bell wire... 195 
„ thatched roof 

of house ... 128 
Rod Conference, their 

Circular 28 

Rods (See Conductors). 

Sheet 108 

the cause of 81 

various forms of ... 108 
Lime, to prevent oxidation of 

cylinder 140 

Line, conductor should run round 

building 134 

Linked system of conductors in- 
troduced by Sir W, S. Harris... 204 

Links of chains 179 

Llandaff Cathedral, conductor on 102 
Lofty buildings require larger 

rods (See Abba, Sectional). 
Long conductors above buildings, 

their effect 77 

Long's, F„ account of injury to 
Wells Church 195 
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Louvre, New Buildings of the, 

Special Report for ... 64 
„ slightly in j ured by light- 
ning 123 

Low straggling buildings should 
have several conductors ... 15 

Lucas, Mr., his Beport 67 

Lussac, Gay, M., his Report 57, 59 

McDonald's, Mr., experience ... 193 
McGregor, W., protection from 

Lightning 106 

Magazine, copper doors and win- 
dows to ... 74, 216 
of metal, the safest ... 73 

underground 70 

well at each end of ... 126 
(See also Powdbb Magazines). 

MAgne, Mr., his Report 67 

Mahon, Lord, lus Report 79 

Maine, of 20th Arrondissement 
struck ... ... ... ... G9 

Maiendie, Major Y. D., his Report 

74, 216 
Malcolm, Major, R. E., discussion 

on lightning conductors ... 131 
Mann, Dr. R. J., Lecture at Society 

of Arts 108 

discussion on earth 
connections ... 131 
discussion on light- 
ning conductors.. 131 
Man might touch conductor in 

thunderstorm 126 

Marseilles, Powder Magazine at, 

how to be protected ... 51, 52 
Massingham, T., evidence and 

letter 15, 16, 17, 193 

Masses, metallic must be con- 
nected with conductor 60, 94, 104, 

■ 126, 132, 240 
Mass or surface, which conducts ? 13, 

15, 18, 49, 74, 132, 227 
Masts of large vessels, eac^ to 

have a conductor 6 

Masulipatam, accident near ... 206 
Materials, inflammable, not ig- 
nited 127 

Maxwell, Hugh, on kind of trees 
sirucK ... ... ... ... ^1 

MaxweU's, Clerk, Theoryl09, 126, 132 

133 
Mechanical action of lightning... 85 
Meiszner's improvement ... 130 

Melsens says discharge passes 

over surface 132 

System of protection as 
applied to monument 

at Lacken 230 

various works by 124,138, 140, 

141 
Men-of-war, old conductors in ... 202 



ft 



99 



tt 



99 



If 



ft 



Merton College, Oxford, damaged 126 
Metallic cap mav assist protec- 
tion of house ... 132 

„ circuit 126 

„ connection must be per^ 

feet 130 

connections on ridge by 

by iron bars 125 

joints 89 

Metals, contact of dissimilar, re- 
sults in decay 19,21 

Metal cowl of chinmey struck ... 198 
„ for points must be good 

conductor 139 

„ immaterial if sectional area 

be large ... ... ... 181 

M in buildings, contiguity 

with to be avoided ... 5 
„ inside or out, to be connec- 
ted with conductor 125, 126 
„ melted, dimensions of 61, 83, 

223,231 
„ of high conductivity for 

conductors 131 

„ stays and fastenings 184, 185 
Michel, M., Papers by 67, 68, 111, 131 
„ on galvanised wire 

rope 131 

Milne, D., his Report -44 

Mining Engineers, Enquiry by... 237 
Mohn's, U., Lynildens FarUghed 

I Nbrge 106 

Moist e£cth. destroys terminal ... 116 
for lower terminal, 
essential 21,52,56,58, 
125, 126 
(See Earth Txbminai^). 
Moistui'e, Access of, to surfaces 

in contact 71 

Moncel, Comte du, his Report ... 67 
„ „ his opmions . 226 

Monte Video, English Consul's 

house struck 195 

Montgolfier, M., his Report ... 57 
Monument, London, ite immunity 
from injury by lightning ... 103 

Morea, Signor Lerigi 180 

Muller's, Prof., conditions for 

lightning conductors 129 

Miiller's, Dr. Hugo, experiments . 135 
Municipal buil£ngs in Paris, 

lightning rods for ... 67.225 
Munson, D., & Co., their rods ... 216 
Murgatroyd, J., his report ... 39 
Murray, J., on Atmospheric Elec- 
tricity ... ... ... ... 8J 

Musgrave, Dr., his report ... 79 
Myers, Gen. 181 

Nails, copper, used in attaching 

conductor to building 14 

(See also ATXAGiaiBNT). 
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Nainie, E., his report 79 

Nash lights 183,187 

Nationu Institute (of France) 

report made to 53 

Nelson column 90 

Newton, Sir I., machine of glass 120 
•* New York," packet boat, struck 

61, 62 
Nickson, Mr., his report ... ... 78 

Nottingham, Castle, how pro- 
tected 23, 24 

Nuts, copper 192 

(See JoiNTsY 
Number of persons killed by one 
discharge 129 

Objects on plains attract light- 
ning ... ... ... ... 127 

Odour, sulphurous, of lightning . . 86 
Official instructions : 

Denmark ... 176 
England 70-74 
France 51-69 

India ... 181 

Italy 179 

Norway 106, 176 

United States 181 

Ohm, his laws ... ... 18, 133 

M on conducting power of 

metals 124 

Oldham, Explosion at 239 

Oliver, T., his report 39 

Oxidation, how to be avoided ... 83 
„ of copper less than 

that of iron 131 

„ of cylinder 140 

„ earth terminals ... 131 
„ surface of conductor 

unimportant ... 73 
„ terminals leads to 
failures of condno- 
tors 131 

Painted conductor 69, 94, 99, 103, 113, 

117, 
„ galvanized conductor... 139 

Paint objected to 67, 227 

Palais de Tlndustrie, Paris, its 

construction 61 

Paratonnerres, Traits des ... 103 
A Collin etFils, Paris 117 
Nouveau par Janiant 111 

parJarriant #115 

Partial protection ... 194,244 

Passage of electricity of tension 

in bad conductors 141 

Patterson, Mr., of Philadelphia, 

on good contact 58 

Payneshill, site of first conductor 85 
Pearson, J. L., his report ... 39 

Pegwell Bay, tide receded ... 48 
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Pennyoook & Co., their answer 

13,14, 17 
Perfect lightning conductor 131; 186 
Perforated iron pipe as earth 
terminal... ... ... ... 114 

Perrott's, M., experiments ... 139 
„ remarks on earth con- 
tacts 140 

Perry, Prof., on conductors ... 132 
Personal safety from Lightning . 233 
Persons killed by lightning in 
France ... ... ... ... 129 

Perspiration from flock of sheep, 

a conductor 48 

Phillips, R., on atmospherical 

electricity 98 

Phin, John, on lightning rods 

102, 181 
Phipson, R.M., account of destruc* 

tion of Wells Church 194 

Pidgeon, Mr., discussion on earth 

connections 131 

Pienon, M., his proposal ... .52 
Pinnacles on church towers 10,29, 137 
Pipes, gas, (See Gas, Watkr, and 
Eabth Tbbminals). 
„ hard metal, as conductors 108 
„ iron, easily made into pro- 
tectors 102 

„ of terra cotta 180 

„ rain-water 34, 74 

„ as earth terminal ... ... 114 

Plait of copper wire ... 5, 9, 205, 210» 

215 

Planta, Mr., his report 79 

Plate, Earth {See Eartk Platb). 
Platinum points ... 37, 115, 140, 227 
» tt approved of 15, 54, 

55, 59, 63, 66, 99, 
104, 116, 120 
„ objected to 67, 73, 
103, 123, 139 
„ only half the con- 
ducting power of 

copper 73 

„ n blunted 68 

„ „ fused ... 128,231 

Plymouth, Charles Church at ... 66 
Point Aigrettes {See infra Mui^ 
tiplb). 
„ attracts electricity ... 82 

M blunted 53, 69 

„ breaks the force of Ught- 

ning ... ... ... 73 

„ coronal (See infra Mtxl- 

TEPLB). 

„ dimensions of 17, 18, 120, 130, 

178 

„ Duhamel upon 66 

„ Engravings of some mo- 
dem ones 230 

M facJHtlte discharge ... 131 
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Point generally... 9, 17, 18, 76, 79, 81, 

86, 92, 122, 126, 131, 139 

„ gilded 9, 56, 59, 71, 120, 138 

„ „ needless 73,103,118 

„ height of 52,138 

how to be fixed 14,62,53,55, 

58,130 
in situ, examination of 

necessaiy 18 

melted 53, 87, 92, 192, 195, 231 

multiple 34,231 

„ recommended 10, 13, 

14, 15, 23, 104, 108, 

125, 132, 139, 243 

„ objected to 18, 71 

not to be fusible ... 93, 120 

of attraction ... ... 127 

„ copper 10, 13, 23, 66, 67, 
lOT, 111, 117, 120, 123, 132, 

139 
„ iron ... ... 88, 138 

„ Drass ... ... ... lo 

„ piunades to be united 

to main conductors . 118 
„ platinum (See Platinum). 
„ silver ... 7, 120, 130, 139 

„ three kinds 138 

,, vane ... ... ... xchj 

(See Vaiobs). 
or blunt conductors 77, 79, 

106 
render lateral discharges 

less probable 131 

Report upon ... 60, 66 
sharp 129, 130, 132, 138, 139 
„ not too 92, 123, 129, 242 
„ experiments with 51,80 
should be kept clean 130, 132 
„ of good con- 
ducting metal 139 
should it be painted P {See 

Painted). 
space protected by (See 
Pbotection, Area of). 

square tapering 23 

used in Germany, fire 
gilded copper cone or 
sphere ... 105, HI, 130 

useful 102,122 

useless ... 77, 103, 113 

vertical, horizontal, or 

perpendicular 58 

Poisson, M., his joint instruo- 
bions ... ... ... ... Ov 

Polarity of ship's compass re* 

versed by lightning 121 

Poles, Telegraphic, how protected 101 
Pouillet, M., his joint Report 60, 66 
on Conducting Powers 

of Metals 124 

„ Discharge of Light- 
ning 131 
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Powder magazines ,51, 62,55, 56, 67, 

66, 67, 70, 73, 74, 76, 
81, 87, 109, 118, 123, 
126, 130, 177. 178, 216 
Preeoe's, Mr, W. H., Abstract of 
Replies of Manu&o- 

turers 22 

Discussion on Lightning 

Conductors 131 

Discussion on Earth Con- 
nection 131 

„ Abstracts by 98, 102, 117, 

130, 132, 241, 243 

on Conductors 100 

„ BaU Lightning 101, 102 
Paper Discussion on ... 102 
Proper Form of light* 

zung Conductors ... 182 

Space protected ... 136 

Priestly, Dr., his Report „. 79 

Pringle, Sir John, his Report ... 79 

„ advocated use of points 122 

Protector (See Conductor), 

Protection, Area of 6, 9, 13, 15, 16, 21, 

22, 24, 57, 60, 64, 67, 71, 73, 

82, 87, 96, 102, 106. Ill, 

112,117,123,125,134, 

136, 137, 180, 192, 226, 

230, 243 

of buildings from 

lightning 196 

„ buildings from 
lightning, R. S. 

Brough 132 

„ iron from decay 

by galvanizing ... 182 
„ telegniph wires by 
lightning conduc- 
tor ... ... ... 130 

partial ... 194, 244 
Prussia, accidents from lightning 126 
Purfleet, Board House struck, 76, 78, 

88, 122, 126 
Purity of copper essential ... 124 

Quadrangular iron bar for con- 
ductor (See Iron, Bar op). 

Questions respecting damage by 
lightning 28,29 

Radius of ProtectLon(^PROTECTiON, 

Area of). 
Ratling^ to oe joined to conductor 125 
Railway Terminus at Antwerp 

struck 137 

„ track makes capital earth 117 
Rain-water pipe as conductor 37, 38, 

41, 132, 213 
Rat, Wet, indestructible by elec- 
uricixy ... ... *•• ... oo 

Ravel, M. de Puy Cental, his 
proposal... ... 52 
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d tnbea still in nee . _ 
rods offer lees resis- 

n ropes 204 

'See <iao TapB.) 

Co., their tall diimney 

44 

Wf.,l(m«dl7S3,whil8t 

mting 121 

tallic conductor coro 

68.177 

i. Dr., of Philsdelphia, 



per, used for jointA 
0., his report... 
J., hie report 
, his report ... 
t than ropea or chains 
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Bods, size of {See CoHDUCTrOB, 
Size of). 
„ Tie,niuet be connected with 

conductor 60 

„ tobe diameter of chimney 

above top Ill 

„ tobomadeofconicalform 129 
„ -will not divert electric flro 

from its path 125 

Rome, svstem of rods used there 179 
Boof, all metals in, to be con- 
nected 60, T2 

„ covered -with metal 37, 69, 177 
„ lead, easily made into pro- 
tector 102 

„ of wood or elate has con- 
ductor on rii^ 125 

„ with masses of metal, diffi- 
cult to protect 1 

Ropebetterthan rod S, 10,60, 111, 113, 
131,243 

brass -wire 60, 134 - 

conductor, how to fit to 

ship's rigning ... 6 
„ lower end of to be 

to be opened 11, 15 
copper and zinc wire de- 
cayed 205 

copper better than iron for 
towns 10 



copper 10, 13, 14, 15, 73, 

89, 117. 123, 

184, 195 

ernotfueible 

er, their size ... 70, 180 

li terminals of (pAith 

'). 

tion, how coupled ... 

;ontal, on iwf 52, 1 

to be fastened to 
ildings {Set Attach- 
(Ht). 

conductoTlO,46,47,77,99, 
117,177 
irredorgalvaniied ... 104 
le size of 62,68,70,74, 
130 
ts in {See Jointb). 
toinSiBnd howtocon- 

uctthem 102 

son's 2" 

. be thoroughly joined 
nbeineidechimney,.. 1 
reatest length gives 
iBtprotoction ... 1 

irally twisted iron ... 1 
te of (See Points). 
Id be painted (SSm 



, copper wire 10, 13, 14. 34, 37, 

39, 60. 75, 103, 126, 
131, 235, 226, 227 
„ dimensions of 8, 9, 
223 
„ has both sur- 

face and mass 16 
„ too eipeneive 5B 

easily bent without angles 19 
„ joined, diverted, or 

lengthened ... 19 

hemp, for conductors ... 66 
Iron wire ... 19, 5S, 68, 125, 
227,243 



liable tooorrosiononfactoiy 

chimneys 126 

of thick copper wire 226, 229 
or cable, Trineed out at 

upper terminal 11 

metallic, disadvantages of 

62.63,95,204 
for connecting paints witii 

metattiaiB 55 

with hemp strand in middle 

116,227 
Wire, conductor, badly erec- 



INDEX. 



( 259 ) 



Bosherville Church struck though 

provided with a conductor ... 34 
Bounded and pointed conductors 79 

{See Point.) 
Route to earth for conductor ... 126 
Royal Society, Committee of ... 76,78. 

79 
Rules for erecting Conductors 

(See Instructions). 
Russell, F. & Co., their answers 9, 17 
Rust increases electrical resist- 
ance 70, 107 

Sacra's, M. £., system 140 

Safety from Lightning, Personal 233 
St. Ann's Hotel, Buxton, struck . 34 

St. Aubyn, J. P. ... 29 

St. ClotUde Church, Paris, struck 69 
St. Eloi Church, Paris, struck ... 69 
St. Oeorge's, Leicester ... 126, 240 
St. James' Church, West-End, 

Hants, struck 34 

St. Mary^s, Crumpsall, near Man- 
chester, struck 39 

St. Mark's, Venice 103 

St. Matthias's Church, Brixton, 
struck ... ... ... ... 39 

St. Michael's Church, Stamford, 

o1/]rUC& ... ... ... ... frO 

St. Paul's Cathedral, Accident to 78 

fitted with cop- 
per wire rope 131 
„ its immunity 
from injury by 
lightning ... 103 
St. Peter's Church, Brighton, pin- 
nacle struck 48 

St. Sepulchre's Church, North- 
ampton, struck 37 

St. Sulpice Church, Paris, struck. j69 
Sanderson & Co., their answers 23, 24 

"Scientific American," 118 

Screen, metallic, a protection ... 85 

Secchi, P 180 

Sectional Area {See Abba, Sec- 
tional). 
Sharp Points {See Points). 

Sheets, Iron, struck 53 

Sheet lightning is the reflection 

of forked 101,242 

Ships struck ... 53,61,62,88,95, 

195, 205 
„ conductors 6, 90, 121, 122, 195, 

199,200 
Short terminal points to chim- 
neys ... ... ... ... liSo 

Siemens, A., abstract by 127 

Silver Points {See Points of 

SrLVBR). 

Simmons, J., his Essay 81 

Size of conductor {See- Con- 
ductob, Size of). 
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Small conductor replaced by 

heayierone 194 

Smoke discharged from chimney 

a conductor 132 

Smoke often destroys brass ... 124 

Snell, H. S., his report 39 

Soil, change in nature of, its effect 71 
dry, a non-conductor ... 70 

... 61 



„ metallic veins beneath 

„ water beneath will attract 
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lightning 

Soldered joints {See Joints). 

Solder, objectionable 16 

the use of, imperative ... 20 

„ not universal... 20 

with copper 103 

Solid rods superseded by ropes 
of wire {See Ropes) 131 

South Foreland Lighthouse 185, 186 

Spagnoletti, Mr., discussion on 
lightning conductors ... ... 131 

Spang, H. W., Treatise on Light- 
ning Conductors ... 112, 181 

Sparks from Holtz's machine ... 141 
„ „ RuhmkorflTs coil ... 141 

Space protected {See Pbotection, 
Area of). 

Specific attraction, equal in all 

bodies 73 

,. heat of iron greater than 
copper ... ... ... ... 132 

Sphere, Metal, on top of con- 
ductors ... ... ... ... Ill 

Spike of iron {See Point). 

Spii'al twisted iron rods 192 

Spires, Church, conductor for,how 
nxecL ... ... ... ... ^o 

Spire, Church, conductors for 
without joints 24 

Spires, connection from bottom 
of vane rod 14 

Spout, Iron, entered by lightning 43 

Spout split at joints 45, 46, 47, 49 

Spratt's patent conductors.. .205, 210, 

215 

Spurn Point High Light 184 

Square building to have terminal 

at each end 125 

„ wire... ... ... 13, 216 

Staples for attaching conductor 
(See Attachment). 

Static discharges from conductors 133 
„ electricity, laws of ... 132 

Stays,Metal 184,185 

Steeple of Jacobi Church, at Ham- 
burg .'. 129 

Steeples to have horizontal con- 
ductors 113, 125 

Steeple with lightning rod in- 
jured 124, 125 

Steinheil's lightning protector ... 130 

Sterriker, John, his report 45, 46 
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Straps and oails {Se$ Axtachusnt\ 

Strasburg, accideDt at 99 

Straw conductors for country use 104 
Strata, water bearing, counection 
to be made with {See Earth 
Tsbminal). 
Stream of fire in rigging of ship 54 
Striking distance 650 to 6500 feet 108 
Stroke, lightning, 9 or 10 miles... 108 

Sullivan, Adml 183, 195, 199 

Sulphur Paste made of galena and 

melted, for end of conductor .. 58 
Sulphurous fumes destructiye to 

terminals 131 

„ odour of lightning ... 85 
Sim burner to lofly building ... 201 
Superficial conductors, advan- 
tages of ... ... ... ... 86 

Supports of protector soldered 

with zinc 140 

Supposed perfect conductor ... 131 
Surrace exposed to air consider- 
able ... ... ... 139 

„ ormass,which conducts? 13, 
15, 18, 49, 74, 89, 132 

Swan Cotton Mill 239 

Sweden, accidents from lightning 126 

Symons, O. J., 43, 46, 183 

„ abstracts by 74, 89, 99, 

102, 104, 111, 115, 
131, 132, 134, 135 

Tacchini. Prof 179,180 

Tait, Prof., on thunderstorms ... 241 
Tanks ... 15, 71, 94, 107, 130 

Tape, joints, if any, should be 

rivetted and soldered ... 7 
copper better than rope 8, 204 
„ objections to 5, 6, 16 
„ „ let into masts ... 92 
„ lower end to have a dis- 
charging fork 11 

„ Phin, upon 103 

to be cut in strips for earth 

terminal 15, 23 

copper, the sizes and lengths 

made 7, 10, 14, 23, 70, 133 
cheaper than rope ... 8, 9 
Tarred casing of wood to enclose 

iron ... ... ... 125 

„ metallic rope 60 

Taunton Church, large copper 

rope conductor 8 

Teale, F. G., of Calcutta 181 

Telegraph instruments injured... 100 
.„ poles, how protected 101 
„ wires affect^ under- 

groimd ... 101 
Temperature, variations of, aflf ect- 
mg length of conductor 68, 125, 

226 
Terkelsen, C, abstract by .. 106 
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Terminal area protected by {See Pbo- 

TBCTION, AbSA op). 

Terminals (See Points). 

Terminal, earth {See Eabth tbbmi- 

nal). 
Terminal for every 20 ft, of roof.. 125 
how fastened to roof ... &2 
if numerous, should 
have proportionately 
thicker conductor (/SSse 
Abba, Sbctional). 
long upper... 68, 77, 225, 229 
jar roof by vibration by 

wind 116, 127 

not always ^inted 92, 125 
painted or tinned ... 55 
rods 17, 55, 66, 67, 72. 124 
„ to branch out at top 
(See Points). 
Upper, how attached to 

conductor 60 

fused }93 

should be cased 
in lead to pro- 
tect from sul- 
phurous fumes 131 
to be a round rod 125 
to be iron or 

copper 82 

too small ... 62 

what it is ... 59 

what made of ... 13 

Terra Cotta water pipes 180 

Testing apparatus ... Ill, 225, 228, 

243,244 
of building as well as of 

conductor 9 

of conductors with gal- 
vanometer ... 9, 131 
to be periodical ... 132, 244 
Theory of protection (See Protec- 
tion Area of). 

Thimbles, glass 186 

Thomson, Prof. Sir W., on con- 
ductors ... 47,48,49,102,133 
Thunder-storms dangerous where 

no woods are... 119 
in France, 1822 . 123 
nature of ... 85 
Ties, Metallic (See Attachment). 
Tin and lead conductors tried ... 123 
Tinfoil, experiments with ... 199 

Tinned metallic wire 95 

Tips (See Points). 

Tomes, J., F.B.S,, accident to his 

house 210 

Top conductor (See Conductor 

Klt>OE). 

Torquay, no good earth there ... 130 

Tower of diurch struck 29 

„ of house struck 37 

Trees bad conductors 127 
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Trees, High, their protective 

action ... 85,127,243 
„ iDJuredwhilepassinglight- 

niDg to better conductor 127 
„' on plains attract lightning 127 

„ struck 46, 47, 49 

Trenches, Connections in ... 72 

filled with carbonace- 
ous materials 7, 12, 100, 125 
in rocky or dry soil ... 72 
(See cdso Eabth Tebminals). 
Trough, Oaken, for lower ter- 
minals to pass through ... 56 

Trinity House 183 

Tube conductor for Houses of 

Parliament 199 

Copper, 7, 10, 14, 70, 74, 133 
„ haying copper cable 
passing through it 13 
patent insertion joints ... 7 

Iron 86, 117 

conductors, why objec- 
tionable ... ... ... 5 

Turrets,conductors for,howfized 23, 24 
Twyford Moors, near Winchester 34 

Underground connection i^See 
Earth Tkrminal). 

United States, accidents from 
lightning 126 

University Coll., Chimney struck 38 

University of Padua protected by 
conductors 122 

Upper terminal {See Terminal 
Upper and Points). 

Upwood Gorse, Caterham, acci- 
dent at 210 

Vaillant, Le Mar^chal, his Beport 66 
Vanes, how connected, &c. 10, 11, 14, 

23, 39, 40, 52, 53, 104, 
183, 185, 186, 202 

Varley, C, quoted 101 

Venetians decreed to use light- 
ning rods in Republic 122 

Ventilating pipes 216 

Vitreous tubes (Fulgurites) 

formed by electricity 112 

Vyle's, S., rod & testing apparatus 244 

Walker, C. V., on conductors ... 84 
on Leyden discharges 84 

T \9f7 

v« ••• ••• •••Xwf 

Matthew, His knot .. 16 
Wall eyes of iron 130 

i8ee also Attachment). 
Wandsworth, chimney of house 

struck 38 

Ward, G. G., of New York ... 181 
Water mains and vnderground 

water generally {See Earth 

Tebminals). 
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Water spouts to be connected 10 226 
Watson^, Dr., conductor at 

Payneshill 85 
„ ,« for ships... 121 

„ report ... 76,79 

Weathercock (^Slee Vanes). 
Weber, Dr. L.. on lightning dis- 
charges in Schleswig Holstein 

127 231 
Week, St. Maiy, the Church of 29, 30 
Weight of conductors {See Con- 
ductors, size op). 
Wells {See Earth Terminals). 
Wells Church, Norfolk, destruo- 

of, by lightning 194 

West side of house, rod to be on 100 
Wheatstone quoted, on fusion of 
rou ... ... ... ... oo 

Whichcoi-d, J., his joint Eeport. . . 28 
White, W. H., Secretary R.I.B A., 

circular signed by him 28 

Wilkins & Weatherby, their 

answer 4-6, 17 

Wilson, Mr., his report and views 

76, 79 
Wilson, B., on conductors on 

chimneys 110 

Wind, action of on conductors 116, 127 
Windmill with conductor sti'uck 128 
Windows, copper, to magazines ... 74 
Winkler, Prof: J. H. (1746), eleo- 

tridty cause of thunderstorm . 129 
Wire cables {See Rope). 
„ cage as protection without 

use of earth 132 

„ melted into drops like shot 195 

„ of zinc melted 107 

„ rusted in earth and was use- 

JlvBo ... ... ... X\Jt 

,, square 13, 216 

Withers, J. B. M., his report ... 40 
Wood to be creosoted to form case 

for iron 125 

„ coated with resin, as a 

conductor 54 

Workhouse, how to be protected 10 
Wrexham Church struck ... 126 

Wrottesley, Col. G., R.E., his 
r eporx ... ... ... ... 4U 

Wrought iron {See Iron\ 

Wyatt Papworth Churcn struck 39 



Tork, accident at ... 



... 219 



Zenger's, Prof. C, Symmetrische 

Butzableiter 104 

Zinc better conductor than iron 74 

coating 72 

chimney of house struck ... 37 
cylinder, wire to pass 

through 83 

strips... ... ... ... x<j£ 

wise melted 107 
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